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PEEFACE 


All of this work except the Introduction and Chapter II is 
devoted to Bacterial Sewage Purification regarded from the view- 
point of’ the Civil Engineer. The second chapter is given to 
reference works containing information upon sewage purification 
and kindred subjects, including bacterial and chemical analyses 
of polluted waters. 

Chapters III to VIII, inclusive, discuss sewage purification 
in its various aspects, the several methods of treatment being 
considered in historical order but kept distinct in the presenta- 
tion. The extensive use made of drawings of United States 
patents, both old and recent, will be found a valuable aid to the 
engineer and to the student. 

Chapter IX consists of a summary of the known engineering 
principles involved in the subject under treatment, and a state- 
ment of the problems still unsolved. In considering the effect 
of capillary attraction in filter beds, the author has introduced 
certain laws which it is believed have not hitherto been sufll- 
ciently appreciated. The last two chapters are designed to 
illustrate the importance of the principles set forth, — Chap- 
ter X by reference to troubles in actual works, and Chapter XI 
by suggestive designs for small installations. 
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METHODS AND DEVICES FOR BACTERIAL 
TREATMENT OF SEWAGE 


CHAPTER I 

HTTRODUCTION 

When any science has advanced to such a stage that practical 
applications of its principles may be made on a commercial 
scale, there arise engineering problems that are quite distinct 
in aspect from the problems of abstract science which precede 
them. The relation of the science of bacteriology to the con- 
struction of plants for sewage purification strikingly illustrates 
the difference between investigation which merely extends the 
range of our conceptions and that which applies these concep- 
tions to practical affairs. That certain changes are wrought in 
sewage by the activity of minute organisms called bacteria and 
by the enzymes that such organisms produce, is a fact well 
established by the laboratory work of scientific investigators 
equipped mentally as well as with delicate mechanical appli- 
ances for observmg the very minute. How these changes are 
brought about, and what is the nature of bacteria, are matters 
with which pure science has to deal; but how to apply the 
result of such study to the actual purification of the sewage of 
any municipality, is a problem for the engineer, and in its solu- 
tion the services of a bacteriologist or of a chemist are required 
only to determine the character of the sewage to be treated, or 
of the eflluent produced. 

The biologist, in studying a group of micro-organisms, must 
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endeavor to isolate individuals or colonies and then determine 
the conditions of life and the vital functions of these individuals 
by careful microscopic study and chemical tests, which interest 
the engineer professionally only when they have resulted in the 
discovery of laws applicable to the growth of millions of millions 
of millions of bacteria each hour. The engineer is concerned 
with the sanitary effect of the lives of these diminutive beings 
in mass, considered with reference to engineering works, designed 
to produce certain results with the least expenditure and under 
the conditions imposed by a given locality. The engineer, there- 
fore, needs know, not what is the particular history of the gen- 
eration of each colony of bacteria, but what conditions are 
necessary in order that the bacteria may act upon the sewage 
most effectively. If these conditions can be determined, and if 
they can be stated precisely as the laws of mechanics or hydrau- 
lics can be stated, the engineer may utilize them to design 
sewage purification works without any further reference to the 
bacteria themselves. 

To draw a clear distinction between the engineering problem 
and the biological problem is not to undervalue the work of the 
biologist and the chemist. Unless their work had been done, 
the engineering applications of it could not be made, or, if 
they were made, they would be entirely empirical, and in con- 
sequence uneconomical. But it should not be thought that the 
engineer can afford to be altogether ignorant of the sciences 
of biology and chemistry. It is essential for him to understand 
something of both of these sciences in order that he may be 
intelligent in appl3dng the principles derived from them. 

There are, however, many problems in the practical art of 
sewage purification which the engineer alone must solve, and with 
which the biologist and the chemist are very little concerned. 
The hydraulics of filter beds in which bacterial action is taking 
place should be thoroughly understood by the engineer. The 
hydraulics of filter beds presents very many diflficult and com- 
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plicated problems, even if bacterial action be left out of 
consideration. The sewage purification engineer must also 
understand the hydraulics of flow in open and in closed channels, 
pumps, and siphons, in order that he may make all these parts 
of proper size and may utilize the hydraulic faU available in 
the design of the purification works, as will appear in discussions 
that follow. There are also engineering problems in precipita- 
tion, problems in pneumatics, and problems in mechanics, all 
of which are different from the ordinary problems in these 
branches of engineering, because of the changes which are taking 
place owing to the action of the bacteria in the sewage under- 
going treatment. 

Since, then, the engineering of sewage purification works may 
be considered as a combination of other branches of engineering, 
modified by a consideration of certain mechanical and chemical 
changes brought about in the sewage by bacterial action, it is 
necessary in a study of the principles of Sewage Purification to 
establish ideas as to how the character of sewage and the action 
of bacteria and other organisms make the passage of sewage 
through engineering works different from the passage of pure 
water. 

Sewage is defined by the American Public Health Association 
as “water-conveyed excreta.” This definition is somewhat 
too limited to apply strictly to the material carried in most 
sewers, which is made up of all of the domestic wastes from 
houses, including discharges from kitchen sinks and laundry 
tubs. Such mixed sewage is usually called “domestic sewage” 
to diatingiiisb it from sewage which also contains waste prod- 
ucts from manufacturing plants, dye houses, steam laundries, 
stables, etc. The introduction of these wastes into domestic 
sewage often modifies its character and renders its treatment 
by ordinary methods impracticable. Sewage may contain 
a great deal of foreign matter or a comparatively small amount 
of foreign matter per unit of water. The water consumed per 



4 


TREATMENT OF SEWAGE 


capita in cities and towns of the United States varies from 
twenty-five gallons per day to two hundred and fifty or more 
gallons per day; therefore it appears that the amount of impuri- 
ties per gallon of sewage varies tenfold in different localities. 
The writer has visited two army posts, at one of which the 
water consumption has exceeded 400 gallons per capita, while 
at the other, which is located where the water supply is failing, 
the consumption has been about twenty-five gallons per capita. 
The conditions for purifying the sewage at these posts were so 
different as to make the character of the two works required 
quite unlike. 

The organic material that pollutes the water of domestic 
sewage is already undergoing a process of decomposition when 
it reaches the sewer. This process is largely the result of the 
action by micro-organisms known as bacteria, which multiply 
with great rapidity, changing the character of the organic 
material in which they are found. There are many different 
kinds of bacteria, and the different kinds are capable of being 
nourished by different forms of organic matter; and in the 
processes of growth they produce different by-products. Some 
bacteria in acting upon organic material decompose it so as to 
produce gases which escape into the atmosphere. The gases 
produced by different substances when undergoing putrefaction 
are different, some of them being very offensive. The foul 
odors usually resulting from decomposition are not the bacteria 
themselves, but the by-products of their vital processes, and 
are caused by a chemical action of a kind similar to that which 
causes gas to be evolved in wine or in cider, or in bread under 
the action of yeast. 

The bacteria are exceedingly small, there usually being mil- 
lions per cubic centimeter in ordinary sewage which might not 
appear to the eye to be anything but water. They multiply 
with great rapidity wherever there is sufficient food in the 
liquid to sustain them provided there is not poison in the liquid 
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to kill them or to prevent their activity. Poisons which may 
kill bacteria are of two kinds: first, substances introduced into 
the sewage from some other source than the materials which 
cause the pollution upon which the bacteria feed. Such a 
substance is sulphate of copper, which has been employed exten- 
sively to kill algae in reservoirs for public water supply. Almost 
all waste liquids from manufacturing establishments contain 
poisons that act in this manner to prevent the bacterial action, 
but the quantity of each poison per gallon required to inhibit 
bacterial life has a wide range of variation. The other group 
of poisons consists of those that are products of the bacteria 
themselves, and these act in a manner that may be likened to 
that in which poisonous gases in the atmosphere act upon a 
human being if he be shut in a room to which no fresh air can 
find access. Therefore, if we are to utilize bacteria syste- 
matically to cause the decomposition and the consequent purifi- 
cation of sewage, we must prevent the sewage from being 
contaminated by any material that would lessen the bacterial 
action, and we must also remove from it those products caused 
by the life of the bacteria which tend to bring that life to a close. 

The conditions of life for various kinds of bacteria are quite 
different, and all organisms that are popularly termed bacteria 
do not belong to the same class of creatures. It is diflScult 
to classify these beings as either animal or vegetable, for, in 
the microscopic world, the highly complex organizations which 
enable us to classify the higher animals and plants into dif- 
ferent kingdoms, either do not exist or cannot be detected 
by means at our disposal. Moreover, these two kingdoms may 
not cover all the world of life. However, the living things that 
are found in sewage that are so small as to require microscopic 
study to determine their anatomy, are popularly grouped under 
the general name bacteria, although the biologist is ready to 
provide more precise terminology for each group. The following 
classification of microscopic organisms found in water is given 
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by Mr. George Chandler Whipple on page 171 in his book 
entitled “The Microscopy of Drinking Water.” 


CLASSIPIGATION OF THE MICROSCOPIC ORGANISMS 


Diatomacese 

Schizophycese. 

Schizomycetes. 

Cyanophyceos, 


Plants 


Algae (in the narrower sense). 
ChlorophycecB. 


Fungi. 

Various Higher Plants. 


Animals 

Protozoa. Crustacea. 

Rhizopoda. Entomostraca. 

Mastigo phora (FlageUata). Bryozoa (Polyzoa). 

Infusoria (in the narrower sense). Spongidae. 

Rotifera. Various Higher Animals. 


Professor Whipple gives a discussion of the microscopic char- 
acteristics of these various groups, in chapters which will be 
found of interest to those desiring further information regard- 
ing this matter. The lower forms are more abundant in 
sewage, the fungi usually growing on the surface of the liquid, 
or attached to solid particles of floating matter or to the vessel 
in which the liquid is contained. The algae flourish only in the 
presence of air and light, as they are capable of converting 
carbonic acid into the higher forms of organic matter. The 
various higher plants are only found in the efliuent from 
sewage works, or feeding upon the product of sewage that has 
progressed to an advanced stage of decomposition. Of the 
animals, protozoa are the most important in sewage. While 
they do not perform such an active function in bringing about 
decomposition as many of the forms classified as plants, they 
are extremely important, because many of them are known to 
be the cause of some of the worst diseases to which mankind 
is exposed. 

The classifying of micro-organisms in sewage, according to 
their position in the animal and vegetable kingdoms, is not of 
as much practical interest to the engineer as the classification 
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into aerobic and anaerobic groups, for it is by giving these 
groups in turn favorable conditions for growth that the sewage 
purification engineer proceeds, as the farmer proceeds by pro- 
ducing favorable conditions for the plants and animals he raises. 
The term “ aerobic ” is used to indicate that the organisms thrive 
in the presence of air, and cannot live or be active in liquid from 
which fresh air has been excluded, or after all the air originally 
present has been consumed. The term “ anaerobic ” designates 
the reverse of this. It is applied to those bacteria which do not 
require the presence of fresh air, or which may be even injured 
by the presence of fresh air. 

There are many forms that, while they do not require air for 
their own vital activities, thrive best in the presence of other 
forms which do require air. Thus it is impossible to make 
these classifications of bacteria into aerobic and anaerobic forms 
strictly scientific with regard to each particular organism. 

A third classification or intermediate group, to be known as 
“ facultative bacteria,” has been suggested to apply to those 
organisms which are most active when sewage is undergoing 
an anaerobic process and commences to enter upon an aerobic 
process. 

The sewage purification engineer is practically concerned 
principally with two processes, — the one, anaerobic treatment 
of sewage, and the second, aerobic treatment. These two pro- 
cesses require entirely different methods. The first is con- 
ducted so as to avoid the introduction of air into the liquid, and 
the second is chiefly concerned with the introduction of air into 
the liquid, and provision for its absorption by the liquid. The 
organisms which assist in these processes are of peculiar interest 
to him, although he never has occasion as an engineer to inves- 
tigate the properties of individuals or of families. He is also 
interested in the life history of those organisms which produce 
disease, in order that he may know whether his engineering 
works are adapted to destroy these or to greatly reduce them 
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in number. He is also interested in the fungi and the algas, for 
they afford an index of the degree of purification that the sewage 
has undergone. He is also interested in those higher forms of 
animal and vegetable life that abound in the sewage effluent 
when the process has been carried to a certain definite point, 
as their presence indicates without any further test approxi- 
mately the degree to which the purification has been carried. 
In subsequent chapters reference will be made to works that 
deal more fully with the subjects of bacteriology and micro- 
scopy and to the methods of conducting bacterial and chemical 
tests. 

The sewage purification engineer, however, seldom has any 
occasion to identify particular microscopic organisms. Where 
such studies are necessary, they usually fall to the expert biol- 
ogist. If the engineer makes any bacterial tests at all, they 
are usually limited to making a count of the number of bacteria 
per cubic centimeter in the effluent from the works. In most 
cases where a test of the effluent and of the process in its various 
stages is required, chemical tests only are applied. 

As has been previously stated, sewage consists of water 
polluted by organic matter, chiefly excreta, and it varies as to 
the amount of the pollution. The process of bacterial purifi- 
cation consists of three stages: 

First. The absorption by organic matter through the agency 
of bacteria of all of the free oxygen dissolved in the water, and 
the production of a corresponding quantity of carbonic acid, 
water and salts containing nitrogen. 

Second. The fermentation of the organic material in the 
water without the agency of air, resulting in the production of 
nitrogen, ammonia, hydrogen, and marsh-gas, and in reducing 
to solution some of the organic material in suspension. 

^ Thtrd. The oxidation of the organic matter in solution and 
m suspension by the proper introduction of air through the 
agency of bactena, resulting in the production of carbonic acid 
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gas and of nitrates and nitrites in solution, and of a peaty 
precipitate in suspension. 

It is readily seen that certain materials present in sewage are 
not seriously affected by these processes. Among these is 
chlorine, which occurs chiefly in common salt. A sewage 
effluent, therefore, should be expected to contain about the same 
amotmt of chlorine as the crude sewage. It should contain a 
very small amount of material capable of being oxidized, and 
should also contain nitrates in proportion to its original pollution, 
although the actual amount of nitrates depends partly upon the 
extent to which the anaerobic process has been carried as well as 
upon the efficiency of the subsequent treatment. The routine 
work of testing a sewage effluent of a plant in operation is reduced 
to making oxygen absorption tests with sufficient frequency to 
enable the attendant to ascertain whether the works are behaving 
normally. The process of oxidation may be carried to any desired 
extent, resulting in the production of water of exceedingly great 
purity; but practically the object of sewage purification is not to 
produce drinking-water, but to produce water that will not have 
an injurious effect when discharged into natural watercourses. 
Sewage purification is not intended to take the place of the 
purification of water for municipal purposes, although it adds 
enormously to the ease with which water from natural streams 
may be purified for municipal use. 



CHAPTER II 


SOURCES OF INFORMATION ABOUT SEWAGE PURIFICATION 

In all branches of engineering;, the knowledge of one genera- 
tion is communicated to the next through published records 
in magazines, official public documents and books, the books 
usually being to a great extent the compilations of knowledge 
from a large number of sources, often not recorded, for reference. 
To trace the successive steps in the advancement of each branch 
of engineering, and to give credit by name to each discoverer 
or inventor, great or obscure^ is an interesting work, but, like 
the study of genealogy, it is of small interest to the man who 
seeks primarily information as to how to build. Therefore, in 
giving these references to available sources of mformation 
regarding sewage purification, the writer has not attempted to 
cover the subject completely frorn a historical point of view. 

Data regarding sewage disposal in Great Britain are to be 
found in the Report of the Royal Commission on Sewage Dis- 
posal, in July 1901, and in subsequent reports by that body, as 
well as previous government reports dealing chiefly with sewage 
farming. The data contained in that report have been drawn 
upon frequently by writers upon sewage disposal, some of 
whom were, m fact, the media of presenting it to the Com- 
mission. These reports are available in a number of libraries 
in the United States. 

^ -^^®dca the most extensive data have been collected by 
the Massachusetts State Board of Health, which has conducted 
experiments at Lawrence, Mass., for a score of years, and has 
likewise made systematic observations upon the results of 
sewage pollution throughout the State, as well as upon the 
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results of purification works established by various cities. ’The 
work of the Massachusetts Board has been conducted by dis- 
tinguished engineers, chemists, and bacteriologists, and the 
reports have been liberally distributed in the United States, so 
that access to them is not difficult. First published in 1890, 
these reports on sewage purification have been continued year 
by year, and the later ones are now even more valuable than 
the earlier ones in the data they contain, though they are not 
so generally known, or at least referred to, except by specialists 
in this line of work. 

The principal books dealing with this subject that are now 
available for ready reference are as follows: 

Sewage Disposal in the United States, by George W. Rafter, 
Mem. Am. Soc. C. E., and M. N. Baker, Ph.B. (Associate Editor 
Engineering News), published by D. Van Nostrand Company 
(New York) and Sampson Low, Marston & Co., Ltd. (London), 
1894. This large work consists of a compilation of data from 
various American sources, with comments and discussions, 
forming Part 1, by Mr. Rafter, and a collection of illustrated 
articles describing various sewage works in operation by Mr. 
Baker, originally published in the Engineering News, forming 
Part 2. The information contained does not, of course, extend 
beyond the knowledge available at the date of publication, and 
little attention is therefore given to contact filters, percolating 
filters, and other devices that are now receiving considerable 
attention. 

British Sewage Works, by M. N. Baker, Ph.B., C. E., pub- 
lished by The Engineering News Publishing Co., 1904. This 
book contains descriptions of a number of sewage works in 
Great Britain, from the personal observations of the writer 
during a tour of inspection ending in June, 1904. It has the 
great advantage of being written by a party in no way inter- 
ested in either magnifying the success obtained by any plant, 
or belittling any attainment. It is especially valuable for the 
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light that it throws upon the actual condition of various plants 
several years after they were built. It contains much data 
regarding capacity of beds, quantities of filtering materials, 
and methods of operation, but it contains very little data 
showing chemical or bacterial purifications secured, and it is 
without drawings or illustrations of any description. It is 
certainly one of the books that should be read by one who 
would be familiar with the state of this art. 

The Purification of Sewage (1899), and Bacterial Purification 
of Sewage (1901), by Sidney Barwise, M.D., of London, pub- 
lished by Crosby, Lockwood & Son, London, and D. Van 
Nostrand Company, New York, the first containing 150 pages 
12mo., the second 48 pages 8vo., give able presentations of the 
subject in concise form. They are adapted to the requirements 
of city officials rather than engineers, containing little quanti- 
tative information of value to the designer or operator of a 
purification plant. 

Sewage and the Bacterial Purification of Sewage, by Samuel 
Rideal, D.Sc., published by the Sanitary Publishing Company, 
Ltd., London, and John Wiley & Sons, New York, 1900, second 
edition 1901, deals with the subject at considerable length. It 
contains discussions of the bacterial and chemical changes 
involved in sewage purification works, as well as descriptions 
of a number of engineering works. The spirit in which the 
book is written is expressed in the following sentence, taken 
from the preface of the work: 

The theoretical basis of the bacterial changes so far as they 
have been at present studied, must underlie all the practical 
schemes which may in the future be put forward, and it has 
been my endeavor in the following pages to deal with the 
subject from this point of view.” 

The book contains much information of value to the engineer, 
though not arranged especially for his reference. Dr. Rideal 
is recognized as an eminent authority. 
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The Purification of Sewage and Water, by W. J. Dibdin, 
F.S.C., F.C.S., published by the Sanitary Publishing Company, 
Ltd., London, and D. Van Nostrand Company, New York, 
third edition, 1903, contains 357 pages. About two thirds of 
the work is devoted to sewage and its purification. Mr. Dibdin 
is an authority on sewage purification in Great Britain, identi- 
fied with the development of the art. 

Sewage Works Analysis, by Gilbert J. Fowler, M.Sc. (Viet.), 
F.I.C., Superintendent and Chemist, Manchester Corpora- 
tion Sewage Works, published by P. S. King & Son, London, 
and John Wiley & Sons, New York, 1902, is perhaps the 
most valuable small book dealing with this subject. The 
work is confined to giving directions regarding the methods 
to be pursued in making chemical and mechanical tests of 
sewage and sewage effluents. No engineer of purification 
works can afford to be without this book. A similar work, 
dealing with the bacteriology of the subject, is much to be 
desired. 

The Microscopy of Drinking Water, by George Chandler 
Whipple, Consulting Professor of Water Analysis, Brooklyn 
Polytechnic Institute, etc., published by Chapman & Hall, 
Ltd., London, and John Wiley & Sons, New York, 1899, second 
edition 1905, is a valuable work for those who desire to acquire 
knowledge of the organisms active in water and sewage, though 
it is not written with special reference to sewage bacteria. The 
nineteen plates are exceedingly interesting. 

Elements of Water Bacteriology, with special reference to 
sanitary water analysis, by Samuel Cate Prescott and Charles 
Edward Amory Winslow, both of the Massachusetts Institute 
of Technology, published by John Wiley & Sons, New York, 
and Chapman & Hall, Ltd., London, 1904, and 

Examination of Water (Chemical and Bacteriological), by 
William P. Mason, Professor of Chemistry, Rensselaer Poly- 
technic Institute, published by John Wiley & Sons, New York, 
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and Chapman & Hall, Ltd., London, 1905, are small, handy 
volumes for those interested in the analysis of water for drink- 
ing purposes, as well as of more polluted waters. 

Transactions of the American Society of Civil Engineers, con- 
tain valuable contributions to the literature of sewage purifi- 
cation, of which the following are of especial interest : 

The Antecedents of the Septic Tank, by Leonard Metcalf 
(Vol. LXVI, Paper No. 909, presented September 25, 1901). 
This is invaluable in tracing the history of this subject. It 
is well illustrated. The discussion accompanying it is also 
valuable. 

Sewage Disposal in America, by George W. Fuller, and Sewage 
Disposal in France, by M. Bechmann, with an extensive dis- 
cussion participated in by seventeen engineers especially 
interested in this line, the whole forming a valuable r&umd of 
the condition of this branch of engineering. Before the Inter- 
national Engineering Congress, 1905 (Vol. LIV, Part E, pages 
148 to 262). 

The writer has largely drawn upon the records of the Patent 
Office, the periodical press and trade publications, for informa- 
tion upon various branches of sewage works engineering, and 
he has endeavored to embody some of this information in 
available form in the present work. 
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LIST OF ARTICLES ON SEWAGE PURIFICATION 
PUBLISHED BETWEEN JUNE, 1905, 

AND OCTOBER, 1907 


Note. Compiled from “List of Recent Engineering Articles of Interest'* in Monthly 
Proceedings, Am. Soc. C. E. 


In the Engineering Record. 

Concerning Sewage Disposal, from the Standpoint of Pollution of Oysters 
and Other Shellfish, and Especially with Reference to their Transmission 
of Typhoid Fever. George W. Fuller. Abstract. August 12, 1905. 
The Significance of Analyses of Effluents from Sewage Works. August 5, 

1905, 

Sewage Disposal in Ohio, Wisconsin and Illinois. September 2, 1905. 

Sewage Purification at the Eastern Indiana Hospital for the Insane, 
October 28, 1905. 

The Tankage of Sewage. F. Wallis Stoddart. (Paper read before the 
Royal Institute of Public Health.) Nov. 18, 1905. 

Sewage Disposal at Berlin, Ontario. December 23, 1905. 

The Sewage Purification Works at Columbus, Ohio. Julian Griggs. 
December 30, 1905. 

Present Practice in Sewage Disposal. January 27, 1906. 

Sewage Disposal at Downer's Grove, 111. W. S. Shields. (Paper read 
before the Illinois Society of Engineers and Surveyors.) February 3, 

1906. 

Some British Sewage-Disposal Apparatus. February 10, 1906. 
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CHAPTER III 


AEROBIC TREATMENT OF CRUDE SEWAGE 

The purification of sewage can only be brought about by 
removing practically all the organic matter from it. Whether 
or not an anaerobic process be employed for preliminary treat- 
ment, an aerobic process is necessary to produce an effluent 
that will not putrify upon standing. This was known before 
the introduction of anaerobic processes to assist by reducing 
suspended solids to solution. 

The aerobic processes may be classified as follows: 

First. Dilution of the sewage by discharging it into a run- 
ning stream or a large body of water containing an amount of 
air dissolved in it more than sufficient fully to oxidize all the 
organic matter. This method of disposal, as applied to raw 
sewage, has the defect of allowing solid particles to sink to the 
bottom of the stream, or to float to the shore, and not undergo 
immediate mixing so that the air in the water can act. This 
objection does not apply to a good septic effluent, if the mode 
of diafthflrging it into the stream insures mixing, and the volume 
of fresh water is sufficient. But where this mode is employed, 
care must be taken to make sure that no use is made of the 
water of the stream for a considerable distance below the sewer 
outlet, to msure a complete oxidation of the impurities, and 
the absorption of by-products by other aquatic life. 

Second. Sewage farming, or using crude sewage for irrigation. 
This process is especially applicable where the sewage is much 
diluted, and has been conveyed a considerable distance in 
running water, and where water for irrigation is in demand, as 
in California. If the sewage is very foul, few plants producing 
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marketable products will thiive on the land where it is used; 
and if there is an abundance of good water to raise crops, the 
crude sewage offers no advantage sufficient to pay for the labor 
of applying it. 

Third. Intermittent sand filtration. This process consists of 
delivering the sewage to a specially prepared field of sand for 
a period, and then to another field, returning to the first field 
again as soon as it has recovered from the first application. Its 
object is to dispose of the sewage and not to raise crops. It 
may be applied to crude sewage, or to an effluent from a 
preliminary process. 

Fourth. Intermittent contact system. This method consists 
of alternately admitting sewage into and draining it from a 
receptacle containing porous or granular material, so as to fill 
and to empty the receptacle. The surfaces of the porous mate- 
rial become covered with bacteria, which alternately act upon 
the sewage and are exposed to air. 

Fifth. Percolation through deep beds of granular material. 
This may be continuous or intermittent. Sewage and air pass 
through the beds at the same time, and are acted upon by 
bacteria on the surfaces of the material therein. 

These five methods are here given in the order of their com- 
plexity, the difficulty of their design, and the delicacy of their 
operation. They will be described more minutely in succeeding 
chapters. Several of these methods nuiy be combined in one 
installation, and continuous sand filtration may be added to 
remove bacteria from the final effluent, if desired. 

In all these systems, the essential requirements are: 

(a) The sewage must be brought into intimate contact with a 
sufficient quantity of fresh air. The quantity of air necessary to 
completely oxidize the impurities of sewage is usually less than 
the volume of sewage, but it is difficult to apply the air so that 
it can be absorbed. For example, assume that a given sewage 
requires 12 parts of oxygen to 100,000 parts of sewage, to com- 
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plete the reduction of the organic compounds. As air contains, 
by weight, only 20 per cent oxygen, and as its specific gravity, 
compared with water at ordinary temperatures, is about 
the volume of air necessary to purify 100,000 gallons of sewage 
12 X 800 

water is = 48,000 gallons. Thus, to purify this sewage, 

it would require all the oxygen of almost half an equal bulk of 
air. To insure the absorption of the oxygen in any practical 
device, a much greater volume is required. 

(b) The air must be introduced in such a manner as to insure 
its absorption. The quantity of air necessary to produce puri- 
fication cannot be contained in solution in ordinary sewage. 
For example, the maximum amount of air that water will 
ordinarily hold in solution at ordinary temperatures will not 
exceed 1.2 parts per 100,000; and, in consequence, to introduce 
epough oxygen directly into the liquid -of the sewage just taken 
for illustration would require a dilution of not less than ten 
times its volume of pure aerated water. Because of this limited 
capacity of water for holding oxygen in solution, attempts to 
introduce air directly into tanks containing sewage have not 
proven successful, and various other methods of treatment have 
been adopted whereby the surface which may be subjected to 
aeration for considerable periods has been greatly increased. 

(c) The sewage must be retained subject to bacterial action, 
with an adequate air supply, long enough to permit the com- 
pletion of the process of purification. 

It will thus be seen that the various methods of aerobic treat- 
ment depend for their success upon the same principles, though 
these may.be applied in widely different manners. 

Disposal by Dilution. To what has already been said about 
this method of .pyirification. little need be added. The method 
is, of course, the cheapest to any given community, if it is unob- 
jectionable from a sanitaiy point of view, ^nd a, stream of large 



CRUDE SEWAGE 


23 


size is near at hand. Where a septic tank is employed in 
cooperation with disposal by dilution, the method is entirely 
inoffensive if the volume of water into which the sewage is 
discharged is adequate. Opinions differ, however, as to what 
this volume should be. Rideal states that for a strong sewage 
a dilution of twenty volumes is necessary to secure the oxygen 
theoretically required for purification. He also gives the fol- 
lowing: *‘'In the raw sewages' yielding the effluents referred to 
in the table below, the oxygen-consumed figure was as follows, 
in parts per 100,000: — 


Exeter, 6.56. Sutton, 2.94. Caterham, 14.97. 

TYPICAL EXAMPLES OF THE OXYGEN RELA'JTONS. 

Parts per 100,000. 


Wembley Sewage 
Fann, Effluent, 

1896 

Croydon Sewage 
Farm, Effluent, 

1895 

River Brent, pol- 
luted, 1896 . . 
Precipitation and 
Coke-breeze fil- 
ter, Dibdin, 1894 
Tank Effluents — 
Exeter, 1896 . . 
Ashtead, 1898 . . 
Caterham, 1899 , 
Sutton, Coarse 
bed, 1899 , . 

Filtrates (final efflu- 
■ ent) averages — 
Exeter, 1897 , . 

Ashtead, 1898 . . 
Caterham, 1899 . 
Sutton, 1899 . . 
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2.14 

heavy 


2.14 1.79 

1 .2 

0 48.7 

,.88 

2.15 

et 

. . . 

2.51 1.29 

1 .94 

0 63. 

0 

0 

ft. tr. 

... 

0 2.32 

0 

2.32 0 

.202 

.577 

— 

. . . 

.577 1 .04 

.55 

.46 ... 

.041 

,12 

.0 , 

.117 trace 
.343 0 

0 trace 

’o' 

.117 4 .32 
.343 9 .84 
... 9 ,25 

.027 4.2 1. 

.035 9 .5 1 . 

0 9 .25 trace 

.73 

2.09 

.186 

.316 

2.41 1.46 

1 .65 

0 27. 

.843 

6.44 

9.0 

3.33 

2.44 

18.4 

25 .74 
9.51 

.565 

.03 

,346 

.108 

.970 3 .41 .96 63 .53 

.051 18 .45 .60 93 .0 

.59 26.33 2.71 9.7 

.184 9 .69 .83 11 .7 

0 33. 

0 91.6 
0 62. 

0 82. 


* Rideal, p. 110. 
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Folwell * states that the amount of running water required to 
dispose of sewage by dilution is usually placed between 1500 and 
3500 gallons per capita per day. The quantity of water demanded 
by any sanitarian will depend upon the factor of safety he 
allows. The greatest objection to this method of disposal is 
that it is known that diseases may be carried great distances 
by streams, and commimicated to those who drink the water 
below, even when to all practicable tests the water appears harm- 
less. It is also known that sewage-polluted mud deposited in 
river bottoms may cause epidemics of typhoid fever when dis- 
turbed by freshets. This method is therefore objectionable 
because it is dangerous. It is, nevertheless, the prevailing 
method of disposal in America, though many States are now 
legislating against it. The installation of effective septic tanks 
on all sewers that discharge into rivers and streams is practi- 
cable, and could be achieved, if forced by law, at comparatively 
small cost. Such a step, however, should be regarded as 
one of progress, never as the final solution of the sewage 
disposal problem. 

Sewage Farming. Sewage farming, or “ Broad Irrigation,” 
has for its object the use of the sewage for fertilizer as well as 
of the sewer water for irrigation. It requires constant super- 
vision, — much more than ordinary irrigation, — for the reason 
that the flow of the sewer can never be shut off, whether the 
plants imder cultivation need water or not. In Great Britain 
it is estimated that for broad irrigation one acre of land is 
required for each one himdred inhabitants. The practicability 
of the system depends upon the nature of the soil, and in many 
places there is constantly a danger that the liquid may sink to 
watercourses beneath, — through either fissures or beds of 
porous material, — and find its way unpurified to neighboring 
wells, springs, or watercourses. 

“ The areas of land that have thus, in the past, been officially 
* “ Sewerage,” by A. P. Fowler. 



CRUDE SEWAGE 


25 


demanded in England for the purification of sewage according 
to the process adopted, are as follows: it must, however, be 
remembered that a much less amount is often used successfully 
with proper management and care, and on the other hand local 
conditions may even demand larger quantities: 

POPULATION PER ACRE OF LAND 

1. Irrigation without precipitation : 

Stiff clay, 1 acre for every 25 persons. 

Loamy gravel, 1 acre for every 100 persons. 

2. Intermittent filtration without precipitation: 

Sandy gravel, 1 acre for every 100 to 300 persons. 

3. Irrigation and precipitation: 

Clay, 1 acre for every 200 persons. 

Loamy gravel, 1 acre for every 400 persons. 

4. Intermittent filtration and precipitation: 

Sandy gravel, 1 acre for every 500 to 600 persons. 

5. Precipitation and filtration through especially prepared filters, 

followed by irrigation : 

1 acre for every 2000 persons.” * 

To make sewage farming profitable, with raw sewage to be 
disposed of, not only the land, but the crops grown, must be 
suitable. 

Italian rye grass is stated to be one of the best of crops to 
grow, yielding six to seven crops of hay per year. Mint is said 
to have been profitable. The sewage may be used on a plot grow- 
ing hay for two or three years, and then put into vegetables for 
a year, to advantage- Success in this kind of agriculture must 
depend upon adapting the crops to the conditions, and keeping 
the conditions under careful control. 

Berlin, Germany, has the most extensive sewage farms. In 
1890 the area under cultivation was 19,000 acres, of which 
11,000 were under irrigation. The subsoil is sandy. The 
population served was 1,600,000 persons. It is said that these 


* Rideal, p. 127. 
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farms produce a profit over working expenses, exclusive of the 
cost of pumping. 

“Deherain has determined the quantity of water exhaled in 
one hour by certain growing leaves exposed to the sun. 


Temperature Weight of ivater transpired by 100 
of the air. parts of leaves. 


deg. C. I. II. III. 


Colza 25 1 .3 1 .5 1 .0 

Colza 36 12.0 

Wheat 19 74.2 71.8 

Wheat 28 88 .2 ... ... 

Rye 36 100 . 99 . 92 . 


Therefore in one hour a young leaf of a cereal evolves about 
its own weight of water.” * 

In sewage farming, as in other methods of oxidizing sewage, 
the work is done by the bacteria, which are in the soil, and 
must be furnished with air as weU as with sewage. The plants 
grown consume a portion of the by-products, both gaseous and 
liquid. Even hardy ones are, however, injured by gases pro- 
duced by ana&obic decomposition, and by some varieties of 
the bacteria and fungi unless care is taken to prevent. These 
difficulties may be greatly reduced by partially purifying the 
sewage before applying it to the farm. 

Intermittent Sand Filtration. Intermittent sand filtration has 
been adopted extensively and with great success in the United 
States, chiefly in New England, as the result of researches 
carried on by the Massachusetts State Board of Health, the 
Reports of which have been for some years available, and have 
furnished data directly or indirectly for writers and for engineers 
interested in sewage purification in this country, besides receiv- 
ing careful study in Europe. It appears now to be an estab- 

• Rideal, p. 117. 
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lished fact that sewage can be filtered through sand at rates of 
from 250,000 gallons to 400,000 gallons per acre per day, pro- 
ducing an effluent of a quality that will not pollute streams to 
a serious extent. With filters of coarse sand, an equivalent of 
from 200,000,000 to 300,000,000 gallons per acre per year is 
possible. Lawrence filtered at a rate of 300,000 gallons per 
acre per day for three years.* 

In applying this method of treatment, the uniformity and 
coarseness of the sand in the filter, especially of the upper eight 
or ten inches, are of the utmost importance. It has been proven 
that if a filter has been some time in use, the results obtained 
by using the sand of a coarse quality are equal to the results 
obtained by using fine sand, and that the capacity of the filter 
is greater with the coarse than with the fine sand. The rate 
at which filtration can be satisfactorily accomplished depends 
upon the concentration of the sewage. The filter serves not 
only to remove the organic matter from the sewage, but also to 
retain that matter during the period of aeration while it is being 
oxidized. The oxidation is what chiefly determines the capa- 
city of the filter, and the designer must therefore make the filter 
beds of a size proportionate to the. number of people to be served 
rather than to the quantity of liquid to be passed through the 
beds, unless the sewage is very dilute. The quantity of liquid, 
however, cannot be ignored, for it takes a certain time for the 
liquid to pass through the beds, and during this time aeration is 
not taking place. 

In most sand filters of the intermittent type, the sewage is 
allowed to run upon the surface of the bed and spread itself 
freely thereover. The flow is then diverted to another bed, 
each bed in turn receiving a certain quantity, which flows down- 
ward and escapes through under-drains placed from two feet to 
ten feet below the surface. By this method the surface of the 
sand soon becomes covered with a thin layer of material strained 
♦ Massachusetts State Board of Health, Reports, 1890. 
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out of the sewage, so that the liquid is less able to enter the 
surface of the bed than to sink into the bed after it has passed 
beneath the surface. In some beds the surface is provided with 
furrows into which the sewage is run so as to spread itself over 
the bed with considerable uniformity and to cause the sediment 
to collect in certain parts only, as well as to lessen danger of 
freezing. Treatment by intermittent filtration requires that 
considerable attention be paid to maintaining the surface of 
the beds in good condition by frequent raking and removing of 
sludge. It is said that the cost of this in various towns in 
Massachusetts ranges from $3 to $11 per million gallons of 
sewage, or from 12 cents to 30 cents per capita per annum. 

This system is to be recommended because of its simplicity in 
that it requires very little apparatus, and also that the attention 
devoted to its care does not require a high order of intelligence 
except on the part of some one person to give the work occa- 
sional supervision. The effluent produced is usually compara- 
tively free from bacteria. In Massachusetts some difficulty 
is experienced on account of freezing. In some other parts of 
the United States this would be more serious, but in Massa- 
chusetts it does not result in making the system inoperative, 
although it does necessitate the greatest of judgment in the 
working of the beds. 

For the design of sand filter beds for the intermittent filtra- 
tion of sewage, the researches of the Massachusetts State Board 
of Health have left little data to be ascertained; and where the 
conditions for such works are eminently favorable, the engineer 
cannot do better than to apply directly the data given in the 
official reports. He must consider the size of his beds, the 
protection against freezing, the means of appljdng the sewage, 
fl-nd the treatment prior to applying it to the b^s, all of which 
leave him some exercise of judgment. 

The smallest size of beds that can be employed with satis- 
factory results depends more upon the character of the sand 
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lan upon any other single matter; and consequently a “ 
nalysis ” is of the greatest value, — in fact, a necessary pre- 
minary step. The first requisite is that the sand shall be of 
laterial not readily soluble in water or organic acids. Given 
his, the fineness must be considered. 

In the following table are given mechanical analyses of seven 
amples of natural sand experimented with by the Massachu- 
etts State Board of Health; 

MECHANICAL ANALYSIS OF SAND, PER CENT IN SAMPLE. 


Diameter in millimeters. 

No. 6. 

No. 4. 

No. 2. 

No. 9. 

No. 6. 

No. ■!. 

No. 16. 

<'iner than 12 .6 

99 




83 

100 

98 

6 .2 

96 



. « • 

73 

97 

27 

2 .2 

92 




57 

85 

0 

.98 . . . 

89 



100 

32 

53 


.46 . ... 

80 


100 

91 

13 

7. 


.24 

67 

i66 

90 

26 

7 

1 .5 


,12 

51 

85 

43 

3 

4 

0 


.06 

33 

35 

10 

0 

2 



.03 

16 

10 

2 

. . . 

0.5 

» . • 


[Organic) .01 

6 

1 

0 


. . . 




Filter beds filled with these materials were found to be capa- 
ble of being worked continuously at the rates shown in the 
following table: 


N'aml)er 

Diam. of grain 

Depth of 

Gallons 

Per cent 

Number of 

Gallons 

of 

mm 10% liner 

material 

per a,cre 

of 

doses in 

per acre 

sample. 

tlxan mm. 

feet. 

each dose. 

volnme. 

one veek. 

per day. 

16 

5. 

5 

2,800 

.17 

500 

200,000 

1 

.48 

5 

40,000 

2.45 

18 

103,000 

6 

.35 

4 

70,000 

5.37 

6 

60,000 

9 

.17 

6 

120,000 

7.36 

6 

103,000 

2 

.06 

5 

140,000 

8.60 

3 

60,000 

4 

.03 

6 

80,000 

4.91 

3 

34,000 

5 

.02 

5 


. . . 
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In case of sample No. 16, the coarsest given, the doses were 
applied about three times per hour, and in quantities so small, 
as, if spread in a uniform layer over the bed, would cover it to 
a depth of only one tenth of an inch. It seems hardly necessary 
to point out that such doses cannot be applied by flooding, but 
must be administered by some sprinkling device. Such a bed 
should be classed as a percolating filter rather than an inter- 
mittent sand filter, and the principles appl 3 dng to it are dis- 
cussed in a subsequent chapter. 

In the case of sample No. 1, the doses were applied every 
eight hours, in quantities sufiicient to cover the surface to a 
depth of one and one half inches. Sewage could be thus applied 
suddenly to three beds in turn by means of triple alternating 
(or rotating) siphons, discharging the contents of a dosing tank 
capable of accumulating the sewage for two hours and forty 
minutes between discharges; or it could be applied to a large 
number of beds by hand-controlled gates, without any dosing 
tank. 

In the case of sample No. 9, the dose was sufficient to cover 
the bed to a depth of four and one half inches, and was applied 
once in twenty-four hours. In this, as in the beds containing 
finer grades of sand, the sewage could best be run upon each 
bed direct from the sewer for a certain portion of each day, and 
turned to other beds the rest of the time. This is the method 
usually employed in intermittent sand filtration. To be prop- 
erly done, it requires the care of an attendant all of the time. 

With sand filters five feet deep, to which from 30,000 gallons 
to 240,000 gallons per day may be applied to the acre, there are 
required from three to eight cubic yards of sand per capita, 
according to the grade of sand and the quantity of water per 
capita. Where natural sand beds are available, though of low 
grade, it may be most economical to use them with no prepa- 
ration other than grading, underdraining, and preparing the 
surface; but where sand must be transported and placed in the 
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filter beds at a location selected, it is obvious that either careful 
selection of natural material, or artificial preparation of it, to 
secure the most effective degree of coarseness, must be resorted 
to. The latter is not often done on sand filters, as contact beds 
and percolating filters can accomplish the same results with a 
much less volume of prepared material, and as the grading of 
sand is not usually considered easy. Sand may be graded 
satisfactorily by several means. First, by mechanical .screening. 
This is both difficult and expensive, especially when the sand 
contains dirt or rootlets. Fine screens rapidly clog. The pro- 
cess can be cairied on successfully if the sand is very dry, or if 
it is screened in running water, but not with moist sand. 

If dry sand is allowed to flow freely from a spout into a conical 
pile, always falling on the point of the cone, it will grade itself, 
the finer particles remaining in the center, and the larger rolling 
down to the periphery of the base. Sand precipitated from 
suspension in a running stream will likewise grade itself, the 
larger particles settling farther up stream. This makes it very 
easy to secure sand of any degree of fineness if the supply is 
obtained by dredging with a centrifugal pump. In order to 
secure the largest possible percentage of void spaces in sand or 
gravel of any degree of fineness, the ratio between the diameters 
of the largest and the smallest particles should not be larger 
than 5:1. When this ratio is larger, the smaller particles can 
fill the spaces between the larger without holding them from 
contact with one another. Particles smaller than a given size 
should be excluded altogether from prepared material, — or at 
least not permitted to be more than 2 per cent by weight. For 
example, with sand of hard, rounded grains, the specifications 
might state: “ The sand shall be screened and deposited in 
water so as to contain not more than 2 per cent by weight of 
earth or fine material particles smaller than .2 mm. in diameter 
nor more than 10 per cent larger than 1 mm. in diameter.” Of 
the samples given in the table,* No. 1 would fill this specification 

* See p. 24. 
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if screened dry, whereby 47 per cent would be removed, the bal- 
ance being rendered much more effective. No. 6 would require 
screening and washing to make it meet the requirements as to 
size, and No. 9 would require washing but no screening. No. 16 
is too coarse to use at all under these specifications, and No. 2 
and No. 4, too fine. No. 5 would yield 22 per cent of useful 
material. In any event, the engineer should have analyses of 
all available sands, and knowledge of their cost, before pre- 
paring his specifications, whether he desires to use sand as it 
comes from the pit, or to prepare it to order. 

If any unprepared sand (having greater ratio than 5 : 1 of 
the diameter of the largest and smallest particles) is used, great 
care must be exercised in placing it in the beds, to prevent 
stratification owing to larger particles rolling down the surfaces 
of the piles. This is a serious defect in many beds. The 
materials ought to be of the same grade throughout. 

If we consider only those sand filters upon which the sewage 
is distributed periodically by being merely run over the surface 
of the bed, we exclude from this category the filters of very 
coarse material, such as sample No. 16, where the percolation 
is very rapid, and the application of the liquid must be very 
rapid, or distributed in sprays or drops. With this limitation, 
sand filtration cannot be effected at rates as rapid as hitherto 
stated- In a paper before the American Association for the 
Advancement of Science,* Professor Leonard P. Kinnicutt, of 
Worcester Polytechnic Institute, expressed the opinion that by 
the intermittent sand filtration method, with natural sand, from 
50,000 gallons to 76,000 gallons of domestic sewage can be 
purified each day. 

Mr. George W. Fuller has compiled the following table from 
reports of the Massachusetts State Board of Health: f 

* Science, August 1, 1902. 

t Sewage Disposal in America.” Transactions Am. Soc. C. E., Vol. LIV, 
Part E, p. 176, 1906. 
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CHAPTER IV 


MECHANICAL REMOVAL OF SLITDGE 

The three methods of sewage disposal outlined in the pre- 
vious chapter, namely, disposal by dilution, disposal by sewage 
farming, and disposal by intermittent sand filtration, have been 
applied extensively to crude sewage, and still are in use very 
extensively. Disposal by dilution is, where practicable, the 
cheapest of all methods, but it is almost always open to criti- 
cism from a sanitary point of view. Sewage farming with 
crude sewage has not usually been practicable and profitable 
because the crude sewage is injurious to most plants. Inter- 
mittent sand filtration has been proven to be effective and 
simple, and has been adopted in the United States more exten- 
sively than any other system, excepting disposal by dilution, 
wMch it has usually supplanted or supplemented. All of these 
systems are aerobic, and capable of dealing with crude sewage. 
Other aerobic systems described in subsequent chapters are 
equally capable of producing purification, but cannot be applied 
to crude sewage without requiring too frequent renewal of 
materials contained in the filter beds. Sand filtration and 
sewage farming also can be more satisfactorily conducted if the 
solid parts are removed before the sewage is run over the filter 
beds or into the irrigation ditches. 

The removal of the suspended and floating solids is therefore 
a matter of much importance. There are two general methods 
of doing this, namely, mechanical removal, by straining or 
rapid precipitation, or both; and bacterial removal, or the dis- 
solution of the solid particles by bacterial action, whereby they 
are reduced to solution or to gas. These two methods will be 
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described before the more elaborate aerobic processes for sub- 
sequent treatment are discussed. 

Straining or screening of sewage does not require in this 
connection any lengthy description. Screens of various designs 
have been applied for this purpose, the most interesting of 
which have been used in connection with sewage pumping 
stations. In small sewerage systems, especially in those where 
domestic sewage only is handled in the sewers, screens are sel- 
dom necessary or desirable, and occasional skimming of the 
surface of the liquid in the precipitation tank or the septic tank 
is suflhcient to remove the larger solid bodies that require such 
removal. But in larger systems mechanical screens are desir- 
able, for though there is little material to be screened from the 
sewage from a population of several thousand, there is much 
more in the aggregate from a population of several hundred 
thousand, so that for large quantities of sewage mechanical 
straining is economical. 

Rapid precipitation of solids is accomplished either with or 
vdthout the assistance of chemicals. When chemicals are not 
used, only the coarser particles of solid matter can be removed 
by simple sedimentation, as bacterial action prevents the set- 
tling of fine sediment. Rapid sedimentation without the use 
of chemicals, with frequent removal of the sediment before it 
undergoes much decomposition, has been found to be the best 
preparation of crude sewage for intermittent sand filters. 
Sewage so prepared still contains a large proportion of the 
solids originally hel<i in suspension, but not enough seriously to 
interfere with the working of the filter beds. Where this treat- 
ment is employed, it is desirable to run the sewage upon the 
filter beds with as little decomposition of the organic matter 
due to anaerobic action as possible. • 

Precipitation with the assistance of chemicals or coagulants 
has been employed extensively, especially in Great Britain, and 
is still preferred to any other preliminary treatment by some 
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authorities, although others prefer to substitute for it some 
anaerobic bacterial treatment hereafter described. Chemical 
treatment is able to cope with various manufacturers’ wastes 
often present in municipal sewage, — wastes which are injurious 
or fatal to bacterial action. Factories, dye-houses, laundries, 
paper mills, tanneries, and, in fact, all establishments that dis- 
charge liquids containing chemicals, oils, or matter other than 
Tinman excreta and household drainage, into the sewers, often 
even when such chemicals are very small in relative amount, 
have a very deleterious effect upon bacterial treatment pro- 
cesses, and if such wastes are not properly treated so as to make 
them harmless to bacterial action before they are discharged 
into the sewers, they may render the chemical treatment of the 
whole of the sewage a necessity, and thus cause far greater 
expense than would have been incurred if the injurious wastes 
had been disposed of by separate systems. 

It is not the intention of this book to discuss the special treat- 
ment of sewage contaminated by manufacturers’ wastes. Pre- 
cipitation of sludge by means of chemicals, however, is by no 
means confined to sewage that contains such large quantities 
of waste chemicals as to render its treatment otherwise difficult 
or impossible. The chemicals usually employed in largest 
quantities have for their object the coagulation and precipita- 
tion of organic matter in suspension in a fibne state of subdivision, 
so as to leave the liquid practically free from suspended matter. 
The tanks used for precipitation are also of interest as throwing 
light upon the design of tanks subsequently used for bacterial 
fermentations, having many features in common therewith. 
Several illustrations of patents granted for devices and processes 
for sludge removal will therefore be given here. 

Figure 1 illustrates in plan and section the precipitation tanks 
described in patent No. 108,664, issued October 25, 1870, to 
G. W. Wigner. It shows a tank similar in several respects to 
“ septic ” tanks illustrated later, in combination with a filter 




Kg. 1, Precipitation tanks of G. W. Wigner, 1870. 
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and witli devices for mixing coagulants with the sewage. The 
following extracts from the specifications of this patent indicate 
the ideas of this inventor regarding the composition of the 
coagulant to be used: 

My invention relates to a process for which I, in conjunction with 
William Cameron Sillar and Robert George Sillar, obtained a patent in 
the United States of America, such patent bearing date the 15th day of 
June, 1869. According to that process, alum, blood, clay, magnesia or 
one of its compounds, by preference the carbonate or the sulphate,, burnt 
clay (otherwise known as “ ballast ’0, chloride of sodium, animal char- 
coal, vegetable charcoal, and magnesian limestone were mixed with sew- 
age, which was then allowed to flow into tanks, in which the greater part 
of its impurities fell to the bottom, leaving the supernatant water clear 
and inodorous, or nearly so. 

Now, my present invention consists, first, in the addition to the sub- 
stances above enumerated of sulphate of alumina, sulphate of iron, 
sulphate of lime, and alumina. For ordinary sewage I find the following 
proportions to answer well: alum, three hundred and thirty-eight parts 
by weight; blood, two parts by weight; clay, one thousand and ten parts 
by weight ; magnesia, five parts by weight ; burnt clay, ten parts by weight ; 
chloride of sodium, five parts by weight; animal charcoal, fifteen parts 
by weight; vegetable charcoal, twenty parts by weight; magnesian lime- 
stone, one part by weight; sulphate of alumina, ninety parts by weight; 
sulphate of iron, two parts by weight; sulphate of lime, thirty-five parts 
by weight; alumina, fifty parts by weight. With respect to the blood, 
I would observe that it is most important to use perfectly fresh blood — 
i.e., blood which is drawn direct from a healthy animal as it is being 
slaughtered, and which is prevented from coagulating by being immedi- 
ately mixed with clay, as blood so used retains for a considerable time 
the properties which fit it for use as a purifying agent. It may therefore 
be termed “live blood.'' 

When crude alum containing any of the above-named substances as 
impurities is used, the said alum should be used in sufficient quantity to 
furnish the proper proportions of the ingredients which it contains. 

The sulphate of alumina, sulphate of iron, sulphate of lime, and alumina, 
in either of the forms hereinbefore described, are either dissolved in water 
and added to the other substances above mentioned, or the said sulphate 
of alumina, sulphate of iron, sulphate of lime, and alumina are dissolved 
in admixture with the said substances, and the mixture made in either 
of the above ways is then added to the sewage to be purified, and ihixed 
therewith in the proportion of four pounds of the mixture to one thousand 
gallons of sewage. 
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Figure 2 illustrates patent No. 138,250. issued April 29, 1873, 
granted to F. Hille. From the specifications in this case the 
following extracts are taken; 

This invention has for its object improvements in the Winent and 
utilization of sewage and in the manufacture of manure therefrom 
At all sewage works, erected according to my system, I build the 
above-described artificial filters, because the sewage water passed through 

Fig. 4 
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Fig. 2. Precipitation tanks of F. Hilic, 1873. 


these filters wiU be found always sufficiently pure for admission into a 
river, and if land for irrigation be at hand as well, then, by my system, 
the purified water may only be applied to the land for irrigation purposes 
when the season or the crops require it; and in winter time, or at any 
other time of the year when the grqund does not require irrigation, the 
purified water from the deposit tanks will flow away from the filters 
perfectly purified. 

To manufacture the sewage precipitate into a marketable manure, the 
sludge resulting from a second precipitation is mixed with the charcoal 
from the filter beds. This mixed charcoal layer on the filter beds I use 
for the purpose of completely pmifying the liquid from the deposit tank, 
inasmuch as the charcoal absorbs the still remaining impurities, and 
thus becomes much richer as a fertilizer. The spent charcoal, after 
having been used twice in sugar refineries, is a cheap article, is very 
porous, and has great absorbing power. When the charcoal has purified 
the water, then it is mixed with the precipitate from the deposit tanks, 
and this mixture forms in itself a very good manure. But to increase the 
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contents of ammonia in this manure I add to it, to the extent of from 
eight to ten per cent, the impure salt resulting from treating the ammo- 
niacal liquor of gas-works with sulphuric acid and evaporating it to dry- 
ness. In this manner I simultaneously defecate sewage waters and 
render them innocuous, and produce a manure of considerable commercial 
value. 

The claims are: 

1. The treatment of sewage with lime, the chloride of zinc, and the 
chloride of magnesium, substantially as before set forth, and the subse- 
quent separation of the liquid and solid constituents by deposition and 
filtration. 

2. The treatment of sewage with lime, and, after the deposit of the 
precipitate, with carbonic acid, previous to filtration, to precipitate any 
excess of lime, substantially as before set forth. 

3. The combination of the deposit tank and the filter, by means of 
the self-acting floating outlet, so as to draw off the liquid at or near the 
surface thereof, substantially as before set forth. 

4. The combination of the agitating chamber with two sets of deposit 
tanks and filters, so that one series may be cleansed and got ready for 
use without the necessity of stopping the flow of sewage, substantially 
as before set forth. 

5. The manufacture of artificial manure by mixing together the chemi- 
cal precipitate obtained by treating the sewage with the disinfecting 
materials and the spent filtering materials, and drying the product 
substantially as before set forth. 

Patent No. 258,744, issued May 30, 1882, to A. S. Glover, is 
illustrated in Fig. No. 3, because it has been referred to in 
litigation as an anticipation of the now general application of 
bacterial fermentation to sewage purification, — a claim which 
the writer does not believe is at all borne out by the patent 
itself. Mr. Glover states: 

'' I am aware that sewage has been caused to flow through a 
series of tanks, depositing in each a portion of the matter held 
in suspension; but I am not aware that such tanks have ever 
been covered by a structure having an inclined roof or flue 
leading to a chimney, whereby all offensive odors and noxious 
gases are sufficiently removed as to be harmless.’’ 

From these illustrations, which are but a few of many that 
might be cited, it will be easy to recognize features so nearly 
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like those in septic tanks later described as to indicate the 
natural development of the septic tank from the ordinary pre- 
cipitation tank. In a similar manner it will be easy to trace 


Fig. 1 
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Fig. 3. Precipitation tanks of A. S. Glover, 1882. 


the development of the anaerobic filters later described from 
the sewage strainers now about to be illustrated. 
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Attempts to filter sewage preliminary to disposing of the 
liquid have been numerous, all of the earlier ones having been 
made in apparent ignorance of the fact that the liquid itself 



Fig. 4. Sewage stramer of B. F. Woods, 1883. 

contains large quantities of matter in solution that cannot 
possibly be removed by simple filtration. 

Figure 4 illustrates patent No. 272,997, issued February 27, 
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1883, to B. F. Woods. The following extracts from the speci- 
fications are of interest: 

“ My invention has for its object particularly to filter and 
purify the sewage of cities and towns in a more rapid and effec- 
tual manner than heretofore, and at the same time avoid the 
frequent clogging or obstruction of the filtering material or 
medium, which has hitherto proved such a serious obstacle to 
the successful performance of this work. 

“The filtering material used is preferably hay or straw for the 
first chambers of the series, and charcoal and sand for the suc- 
ceeding chambers; but any other suitable filtering material or 
substance may be employed.” 

Colonel George E. Waring’s patent. No. 535,516, issued March 
12, 1895, is of special interest in this, connection, although it is 
difficult to determine whether this device should be classified 
as a strainer, an anaerobic filter or an aerobic filter, for it par- 




^ ''E' 

Fig. 6. Aii^cleaned strainer of Col. Waring, 1895. 


takes of the functions of all three. It was evidently designed 
as a strainer, to be cleaned intermittently by an aerobic process. 
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Figure 5 illustrates Colonel Waring's patent, and the followmg 
extracts are taken from his specifications: 

The thorough cleansing of the filter used in a sewage disposal plant is 
of great importance, but, so far as I know, no process had been discovered 
prior to my present invention whereby such a filter could be thoroughly 
and economically cleansed and its refuse removed as a harmless product. 

My invention relates to a new process of treating the filter whereby 
such desirable result is attained^ and it consists in first draining the filter 
and then causing it to undergo an enforced oxidation such that each parti- 
cle of solid will be brought into contact with oxygen, as, for example, by 
the introduction of air under pressure. The air or other oxygen mixture, 
being preferably introduced below or into the midst of the filtering 
medium imder pressure, will be confined more or less and cause thorough 
bacterial oxidation, escaping comparatively slowly. After the oxidation 
process has been carried on for a sufficient length of time, if thought best, 
the filter may be washed out by running a stream of water through it, 
or its contents may be shoveled over, or it may be cleansed mechanically 
in any other desired way. The oxidation being thorough, however, 
the filter will be substantially in condition for immediate use, without 
washing. 

I have used the term '^filter,^^ but this term has been used conven- 
tionally, and not with the intention of confining my invention merely to 
a filter in the ordinary sense of the term. The device shown is one 
which, in practice, retains upon the surfaces of its particles the solid or 
slimy particles of sewage, and my process consists in purifying such a 
device after the circulation of the sewage has been stopped, by the intro- 
duction of air -under pressure, which causes an oxidation of the impurities 
and purifies the mass without mechanical assistance, except in special 
cases, the air being caused to pass through the device so as to carry into 
it a 'practically inexhaiLstihle amount of oxygen for the purpose^ and thus 
differing essentially from any process in which air is retained without 
renewal and allowed to become stagnant. 

The forced aeration in Colonel Waring’s system is applied 
only to clean the filter, and not constantly as in Lowcock's 
devices or some of the writer^s designs, and not at frequent 
intervals, as may be done in contact beds. Moreover, Colonel 
Waring applied vastly greater quantities of air than necessary 
for bacterial action alone, and in doing so caused a cloggmg of 
the filter with a peaty deposit. This effect was investigated at 
some pains by the Massachusetts State Board of Health. The 
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energy of Colonel Waring, and the public interest attached to 
his work, render what he did in sewage purification of peculiar 
interest; and had he lived, it can scarcely be doubted that he 
not only would have kept abreast of progress in this line, but 
would have been one of the most prominent leaders in devising, 
and especially in introducmg, more perfected systems of sewage 
purification. 

As Amasa S. Glover’s patent. No. 258,744, hitherto referred 
to, has been instanced as an anticipation of the septic tn.nV as 
now understood, so his patent No. 559,522, issued May 5, 1896, 
has been claimed to cover the septic tank and contact bed sys- 
tem. The drawing of this patent is given in Fig. 6. It shows 
a series of sewage strainers, not unlike those used by Colonel 
Waring, but not provided with means for forced aeration. 
These devices were used in connection with a “ settling t,n.nV ” 
not shown on the drawings. Sewage was to run through one 
strainer, or “ primary filter bed,” and through it to the corre- 
sponding “ secondary filter bed,” continuously for twenty-four 
hours. Then another set of beds was to be used for twenty- 
four hours, and so on with each set or pair of beds. There being 
seven such sets, each would receive sewage once a week. 

The process is distinctly a combination of simple straining 
and intermittent sand filtration, with long periods of rest for 
cleaning the filters. 
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CHAPTER V 

ANAEROBIC TREATMENT OF SEWAGE 

As stated in the first chapter, the biological processes of 
removing organic matter from sewage are of two kinds, — 
those which take place without the introduction of air into the 
sewage, and those which require the introduction of air. These 
two processes are quite distinct, the first resulting in the genera- 
tion chiefiy of marsh-gas, hydrogen, nitrogen, and compounds 
of carbon with hydrogen and nitrogen; while the second results 
in the extensive generation of carbonic acid gas, and the pro- 
duction of nitrites and nitrates in solution. Chemically con- 
sidered, the first process is one of reduction by deoxidation, 
while the second is one of oxidation. Biologically the first is 
designated as anaerobic, and the second as aerobic, — aerobic 
meaning living in the presence of air. 

The anaerobic process is also called the septic process, to 
distinguish it from the older process of precipitation of sludge 
by the use of chemicals, which was to a great extent antiseptic. 
Septic is a medical term. An antiseptic means a sterilizer, or 
a substance that prevents infection. Septic designates the 
reverse of this, and implies that the material undergoing treat- 
ment undergoes a natural process of bacterial fermentation. 

The term might thus be applied equally well to anaerobic 
and to aerobic fermentations, but usage has confined it to the 
former, and, in fact, almost exclusively to the “ septic tank.” 
Although it admirably expressed a natural distinction between 
a new process and older processes, this word is not one that 
can be applied with advantage to the anaerobic process generi- 
cally, and it will hereafter be used in this work in the expression 

48 
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“ septic tank,” to denote a tank in which an anaerobic process 
of fermentation is in process. 

If sewage be introduced into a closed receptacle, it ferments, 
and gives off gases which may be collected and analyzed. 

The gases given off from the septic tank at Exeter are reported 
to be as follows: 


Per cent by 
weight. 


Per cent by 
volume. 


Carbonic acid, COa 
Marsh gas, CH. . , 
Hydrogen, H . . , 
Nitrogen, N . . . 


.3 .6 

20 .3 24 .4 

18 .2 36 .4 

61 .2 38 .6 


100 100 


There was about one cubic foot of gas generated for each 
twenty-seven cubic feet of sewage that passed through the 
tank. The tank from which these gases were taken was receiv- 
ing sewage constantly and discharging it constantly, so that 
the analysis does not represent the composition of gases that 
will be evolved from sewage that is confined for an indefinitely 
long period in the same vessel. The gas given off from a septic 
tank varies from 1 per cent to 8 per cent of the volume of sewage 
treated, or approximately one half to one cubic foot per capita per 
day according to concentration, temperature, and time retained. 
Fermentation in a closed vessel produces changes in the chemi- 
cal composition of the solids and liquids as well as in the evolu- 
tion of gases. In general, the process results in reducing to 
solution a large part of the solids in suspension, the very fine 
division of the solids not entering solution, and their slow 
precipitation in the form of sludge; but this process is made 
up of a large number of minor processes taking place in the 
various chemical substances in the sewage, and carried on 
through the instrumentality of very many different species of 
organisms. 
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In anaerobic fermentation the starches and sugars are among 
the first materials to decompose. They decompose into alcohol, 
lactic acid, acetic acid, etc., by processes similar to those 
employed to produce alcohol and vinegar commercially. The 
decomposition of oils and fats, on the other hand, is much more 
slow, and often difficult to bring about, and soap suds and grease 
are always troublesome to handle in a bacterial purification 
plant. Grease is said by Rideal to be first reduced to an emul- 
sion by the action of ammonia derived from the decomposition 
of urine and other nitrogen-containing substances in the sewage. 
Bacteria then convert the emulsion into acids of the fatty series, 
and these into simpler compounds. 

If the process is undisturbed for an indefinite time, all of the 
changes that can take place as a result of the organisms present 
become complete. There results a deposit of fine black sludge 
in the bottom of the vessel, containing the insoluble matter, 
above which is a clear liquid highly charged with organic matter 
in solution, but also charged with by-products of bacterial life 
which render it poisonous or toxic to the further development of 
bacteria, while above, or escaped from the vessel, are the gases 
that have been generated during the fermentation. The liquid 
may be clear, comparatively free from bacteria, and apparently 
harmless; but it will putrify again if exposed to the air; and if 
discharged continuously into a stream of small volume, or into 
a dry ravine, wiU produce in a short time a nuisance almost as 
great as would have been produced by the crude sewage itself, 
though possibly not so dangerous from a pathogenic point of 
view. It is, however, full of poisonous ferments, or enzymes. 

It is the faculty of reducing to solution solids in suspension, 
and precipitating the insoluble portions, — or, in other words, 
the power of removing solids and sludge, — that renders the septic 
tank valuable to the sanitary engineer. That the process is 
accompanied by bacterial life interests him incidentally, as do 
the minor chemical reactions involved. Knowledge of these 
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also throws much light upon the extent to which the septic 
process should be carried before another treatment is applied. 

The production of poisonous toxins in the liquid is not, how- 
ever, the only way in which the retention of sewage in a septic 
tank for an unduly long period acts to render further treatment 
more difldcult. Too long retention results in the formation of 
black sludge, which is so nearly of the specific gravity of water 
that it escapes from the tank and proves injurious to the opera- 
tion of the filters used for subsequent treatment. This sludge 
has been shown by Stoddart to be in part a precipitate from 
matter in solution in the sewage, and not merely a residuum 
of original undissolved solids. It is, therefore, clear that to 
remove sludge from sewage by means of bacterial fermentation, 
the process must be conducted to a certain point and then 
arrested, otherwise the formation of undesirable compounds 
and precipitants will again render the problem of aerobic treat- 
ment more difficult than if no preliminary treatment had been 
applied. Before discussing the conditions required for success- 
fully operating a septic tank, a fuller description of tanks as 
designed by various inventors will be of assistance in making 
the nature of a septic tank clear. 

An excellent paper, entitled “The Antecedents of the Septic 
Tank,” by Leonard Metcalf, Associate Member American Society 
of Civil Engineers, is to be found in Transactions, Ameri- 
can Society of Civil Engineers, Vol. XLVI, pages 456 to 
471, followed by a discussion by Messrs. Snow, Hering, Rafter 
and Owen and Metcalf, pages 472 to 481. Mr. Metcalf has 
collected diagrams of a number of tanks for the treatment of 
sewage, which are here reproduced. 

Any persons interested in studying the likelihood of any 
proposed purification system infringing claims of patents, should 
begin with Mr. Metcalf’s paper and the discussions. The 
following extract is from that paper: 
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Illustrations and Precedents. 

The following examples, arranged in chronological order, which have 
come to the writer in the course of his study of the subject, are given as 
illustrative merely of the principles alluded to, but without any idea of 
their being complete, or even perhaps the best examples on record. They 
have been drawn from text books and the many engineering journals 
within reach of the engineer, and published in this country, in England 
and in France. Time has, unfortunately, prevented a search of con- 
tinental publications other than those of the French societies. 

Henry AustMs Parliamentary Reportj 1852.* — In an interesting 
report upon the sewerage of towns, Mr. Henry Austin, of London, then 
Chief Superintending Inspector of the Board of Health, made some 
interesting recommendations for ^'An arrangement for separating the 
solid portion of the sewage from the matter in which it is conveyed, 
. . . with a view to the more efficient and economical working of the 
process; ” that is, for primary sedimentation before treatment with lime 
and filtration. 

“The great bulk of the solid matter, when the sewage comes to com- 
parative rest in the reservoir, divides itself into two bodies; the heavier 
particles at once deposit themselves at the bottom, and the lighter por- 
tions collect, in a solid floating mass, on the surface. It appears to me 
that the chief proportion of these matters may be intercepted in the first 
tank, Aj both above and below, without a filter, by a simple division, R, 
with basketwork and perforated boards in the middle, allowing the 
water to pass through only at a certain depth beneath the surface. 

“The second tank or reservoir, C, need not then be so deep or so large 
as the first. At the end of it, filtering materials of different kinds should 
be arranged, through which the sewage would pass laterally: 1st, coarse 
screened gravel, beach or broken stones; 2d, gravel of medium coarse- 
ness; and 3d, some finer material. And there would be much advantage 
in having this filter, R, shallow and broad, rather than deep and narrow ; 
the surface water only would pass away, and thus allow of further deposit 
from the main body before filtration; it would be subject to greater 
friction and disengagement of the solid matter and foul gases; and the 
filtering medium itself would be less readily clogged and would be more 
accessible for cleansing without removal, as it could be turned over in its 
place and subjected to complete washing, from a water tank, E, above, as 
often as desired. A very small area of filter so placed would be found 
sufi&cient for all practical purposes. . . . 

* ''Report on the Means of Deodorizing and Utilizing the Sewage of Towns." 
Addressed to the Rt. Hon. The President of the General Board of Health, Hon. 
William Monsell, M.P., by Henry Austin, C.E., London, 1857. Presented to 
both Houses of Parliament. 
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is stated as one of the results of the Manchester experiments, that 
the lime falls at the rate of ins. per minute. The admixture being 
made as the sewage flows into the reservoir at each side. I propose that 
it should be intercepted by a fender, that it may not disturb the main 
body of water, and that the discharge to the outfall should take place 
over a weir, allowing only a surface film of the water, from which the lime 
has descended, to pass over. 

^'The depth of this surface water passing over, and the length of the 
reservoir, must be, of course, determined by the quantity which has to be 
discharged. 

^‘The construction shown on the plans would be sufficient for a town of 
about 3,000 inhabitants, and would probably cost from £250 to £300, 
exclusive of the excavation of the site and the fencing shown, which 
would depend upon locality. 

School Cesspool, Derbyshire, 1858. — Dr. Samuel Rideal, in the Cantor 
Lectures,* on the ‘'Bacterial Purification of Sewage,^' delivered in 1899, 
mentions the time and skill spent by architects and others upon the 
design of cesspools in England in the early Victorian period, when sani- 
tary progress first drew attention to its importance ; and he refers to the 
construction in 1858 of a very large cemented brick pit for a school in 
Derbyshire, into which passed continuously the sewage of 250 to 300 
persons, and the drainage from a farm. Vhienever the pit was full its 
contents were pumped out from a point near the bottom and discharged 
by pipes over cultivated slopes. The mixed water was said to be clear 
and bright, except for an occasional turbidity from the clay. At the 
periods of emptying, no nuisance occurred, though sometimes a faint odor 
was noticed when the wind was in the right direction. 

Settling Tank at Hospital for the Insane, Worcester, Mass., 1876. t — 
This settling tank (shown in Fig. 5, Plate XI), designed for an ultimate 
capacity of 600 persons, is of particular interest, as making use of the 
submerged inlet and outlet, diaphragm waU with punched screens and 
screen weirs, and the masonry roof. It forms a part of the broad irriga- 
tion system in use there. 

Mouras^ Vidange Automatique, 1881. — Mouras' Automatic Scavenger 
has been so frequently referred to and discussed in recent engineering 
literature as to make it unnecessary here to do more than give a few 
referencesj to it and briefly outline its action. 

The scavenger was described by Abb6 Moigno, editor of the Cosmos les 
Mondes, as being a metal receptacle, hermetically sealed, continuous in 
working, absolutely inodorous, which rapidly transforms aU it receives 

* Journal, Society of Arts, London, January 16th, 1899, p. 683. 

t Rafter and Baker’s “ Sewage Disposal in the United States,” p. 456. 

j Cosmos les Mondes, December, 1881, January, 1882, and January, 1883, 
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into a homogeneous fluid, only slightly turbid, free from deposit of any 
kind, and almost devoid of smell. Its general arrangement is shown in 
Plate XI, Fig. 2, and needs no further comment. 

An interesting account of the application of the scavenger is given in 
the Minutes of Proceedings of the Institute of Civil Engineers, Vpl. 
LXVIII, page 502, 1883-84. According to this, the scavenger was 
placed at the works of Mr. Herzog at Logelbach in the middle of the year 
1883. It had a capacity of about 16,800 U. S. galls., and was used for 
three water-closets frequented by 150 people, the inflow being fairly con- 
stant in volume. The inlet and outlet pipes were submerged, of the form 
prescribed by the inventor, by which the vessel was hermetically sealed 
and the phenomena of oxidation practically prevented. The author 
states that complete putrefaction took place, by which aU solid matters 
were dissolved in the space of thirty days. 

Professor Rideal, commenting upon the size of the tank, says : 

“It is not so large as to be impossible with ordinary sewages, but the 
fact that the effluent from such a tank was not sufficiently purified with- 
out further nitrification, prevented the automatic scavenger from being 
more generally adopted.'' 

It appears to have been used for some years, however, in Paris, until 
the passage of the act requiring the discharge of all sewage direct into the 
mains, without preliminary treatment of any kind. 

Mouras' scavenger is also described in a letter * by Scott Moncreiff, in 
which he says, referring to the later septic tank of Donald Cameron : 

“It is nothing new, and has been in use by Beazley and Burrows, 
Architects, of Victoria Street, Westminster, for the last seven or eight 
years, in their ordinary practice of draining country houses." 

School for Boys, LawrenceviUe, New Jersey, 1882.t — A double receiv- 
ing and settling tank (Fig. 3, Plate XI) for use at Lawrenceville, N. J., 

Minutes of Proceedings, Institution of Civil Engineers, Foreign Abstracts: 
Vol. Ixviii, pp. 350-352, 1881-82; VoL Ixxii, p. 359, 1882-83; Vol. Ixviii, p. 502, 
1883-84. 

“ Assainissement des Villes par I'Eau, les Egouts, les Irrigations," par M. A. 
Mille. 

“ Sewage and the Bacterial Purification of Sewage." By Dr. Samuel Rideal, 
p. 165. 

Journal, Society of Arts, London, p. 710, 1899. Abstract by Rudolph Her- 
ing, M. Am. Soc. C. E. 

Journal, Association of Engineering Societies, Vol. xxiv, February, 1900. 
Article on the Septic Tank, by Professor Leonard P. Kinnicutt. 

Engineering News, April 15th, 1882, and reprint of the same, accompanied 
with letter of Kenneth Allen, M. Am. Soc. C. E., May 12th, 1898. 

* Engineering (London), September 25th, 1896, p. 407. 

t Rafter and Baker's “Sewage Disposal in the United States," p. 511. 
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in conjunction with a sub-surface irrigation system, was designed in 1882 
by J. James R. Croes, President, Am. Soc. C. E. Its capacity was planned 
for 400 persons, though it was used by only 180 for some time. The 
sewage at first amounted to about 6,000 galls, per 24 hours, though later, 
in 1893, it reached 20,000 galls, per 24 hours. The joint capacity of the 
two chambers amounted to about 11,000 U. S. galls. The sewage flowed 
in each septic tank down through one long central passage-way, back 
through the next, and out through the outside passage into the pump well, 
from which it was periodically discharged by a pulsometer pump into 
a sub-surface irrigation system. The inlets and outlets between the 
chambers were submerged, with a weir at the end of the last channel, 
over which the sewage fell in a thin sheet into the pump-well below. The 
chambers were ventilated by a flue to the boiler house. 

This plant, built in 1882, embodied to a striking degree the very pro- 
cesses and devices now being used by others under claim of novelty, 
and covered by recent patents. 

Massachusetts Reformatory ^ Concord, Mass., 1883.* — A sewage dis- 
posal system, comprising sedimentation, storage and broad irrigation, 
was designed for this institution by William Wheeler, M. Am. Soc. C. E., 
in 1883. This system is of interest as illustrating the use of a small sedi- 
mentation and macerating chamber for the separation and liquefaction 
of the solids, submerged inlets and outlets, a large storage chamber to 
contain approximately 14 hours^ night flow of sewage, from which the 
liquid was pumped daily to a point approximately 1 ft. from the bottom. 
The tanks were also covered with a masonry roof, and provided with 
artificial ventilation to the chimney. 

Edward S. Philbrick, 1883. — In an interesting articlef on “The 
Disposal of Sewage by Sub-Surface Irrigation in Suburban Residences,” 
Mr. Philbrick suggested the advisability of sedimentation, maceration 
and intermittent application of the sewage in sub-surface irrigation 
systems, and described a tank for accomplishing this purpose. Its con- 
struction is so clearly shown in Fig. 4, Plate XI, as to make further 
description unnecessary. Mr. Philbrick's discussion of the operation of 
the tank previously alluded to is excellent. The use of similar tanks has 
also been suggested in the more recent works of the late Colonel George 
E. Waring, Jr., and Mr. William Paul Gerhard. 

In a later articlet Mr. Philbrick, replying to an open letter asking about 
the dim ensions for a flush-tank and settling basin for a hospital contain- 
ing twenty-five beds, suggested the use of tanks 5 ft. in diameter by 5 ft. 

* See Massachusetts Public Documents, 1883, No. 13. Also Rafter and 
Baker’s “ Sewage Disposal in the United States,” pp. 468-475. 

t The Engineering Record, May 10th, 1883. 

t The Engineering Record, Vol. 8, p, 444. 
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in depth, which would have given approximately 8 or 10 hours' sedimenta- 
tion and septic action. 

Medfieldj Mass.j 1886.* — The “settling and filtering tanks" shown 
in Fig. 6, Plate XI, were designed for the town of Medfield, Mass., by Eliot 
C. Clark, M. Am. Soc. C. E.f 

Professor L. Paglianl, 1891. — At the VII International Congress 
of Hygiene and Demography, held in London in 1891, L. Paglianl, Pro- 
fessor of Hygiene, and Director of the Public Health, at Rome, Italy, 
presented a paper on “The Application of a Reservoir Interceptor, made 
on the Type of Mouras' Fosse, and of a Peat Filter for Sewage in the 
System of Separate Sewerage." 

In this, he says: Considerations of economy made the tout h Vegout 
system impossible, and compelled the adoption of “a good dividing 
system," which should “separate the soluble or emulsionable materials 
of the privy . . . from the solid and heavy parts," and thus make pos- 
sible the use of small-sized sewer pipes without danger of clogging. The 
tank is a type of Mouras' scavenger, made of cast iron or cement, as 
shown in Fig. 7, Plate XI. 

“ Experience has proved that such a reservoir can work properly with- 
out any inconvenience for a very long period, and perhaps indefinitely, 
when to it is supplied an abundant flowing of water; but if the water be 
in want, it may happen that the floating layer thickens so in the course of 
a few months as to make difficult the further flowing of the successive 
sewage. In this case, however, to put the apparatus to work again is 
sufficient to draw off the reservoir some liquid at one-fourth its height from 
the bottom by means of a pipe ; the surface of the liquid with its floating 
solid layer is thus lowered," and the trouble remedied by further dilution. 
No deposit occurs in the pipe system. 

“To filter the dissolved sewage that is drawn from the reservoir I 
resorted to peat with the best results." 

He then describes his and Professor Monari's experiments with peat as a 
filtering medium, and mentions several plants of this character designed 
by him, notably in Rome, Turin and Massa.t 

Gardner, Mass.; Marlboro, Mass., 1892. — Figs. 11 and 8, Plate XI, 
illustrate the tanks at Gardner and Marlboro, Mass., for description of 
which the reader is referred to Rafter and Baker's “Sewage Disposal in 
the Unit ed States." 

♦Rafter and Baker's “Sewage Disposal in the United States," pp. 490- 
493. Also Engineering News, and The Engineering Record. 

t A detailed description of these tanks may be found in The Engineering 
Record, May 10th, 1883. 

t Since making the above abstract of Professor Paglianl's work, the writer 
has noticed a short article in The Engineering Record of March 30th, 1901, upon 
“ An Early Example of Combined Septic Treatment and Filtration of Sewage. 
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Wellesley College, Mass., 1892, and Massachusetts Agricultural College, 
Amherst, Mass., 1893. — Figs. 9 and 10, Plate XI, are of interest chiefly 
as illustrating certain types of tanks. The former discharges inter- 
mittently into sub-surface irrigation pipes; the latter upon irrigation 
beds. 

Champaign, III., 1897. — In Fig. 12, Plato XI, is shown the Chamioaign, 
111., tank, designed by C. N. Talbot, M. Am. Soc. C. E. Of it. Professor 
Talbot says:* 

^'This septic tank has been in operation since 1897, although it was 
designed in 1895. It was an outgi'owth of the writer^s experience with 
the Urbana septic tank, which he constructed in 1894. The ideas for this 
came from a study of various settling tanks connected with sewage dis- 
posal works, the action of large cesspools, and the 'automatic vault 
cleaner' of M. Mouras, described in Engineering News of April ir)th, 1SS2. 
The Urbana tank was covered with plank and earth, and had a sub- 
merged outlet. Observation on its action proved that a material purifi- 
cation of the sewage was made, and the efficiency of the tank lias lieeri 
quite satisfactory. It may be noted that the development of the septic 
tank process in Urbana and Champaign was made at about thi^ same time 
as that at Exeter, England, the two being entirely independent of each 
other, though along much the same lines. . . . 

"It may be well to say that this system may be used without infringing 
on any patents. While a company claims to have a patent, the prin- 
ciples of darkness, non-ventilation, submerged outlet, and other features 
of the septic tank have been in use so long that they certainly are not 
patentable." 

This brings us to the present period, and to the development of the 
modern septic tank and bacterial contact systems of sewage disposal. 
Some excellent and very suggestive studies have been made in this licild 
within the last decade, and the actual processes of Nature are probably 
far better imderstood to-day than formerly. Many of the professedly 
new principles and devices used are covered by patents, both at home and 
abroad; yet a comparison of the actual methods used to-day with those of 
years ago, regardless of new interpretations or explanations of the forces 
involved, discredits at least some of the claims of novelty now being 
advanced. 

Enough has been said, however, to indicate that the following pro- 
cesses and operations are old in application in the field of sewage disposal, 
and hence that their use, 'per se, cannot constitute an infringement of 
patent rights: 

1. — Sedimentation, as shown by the work of Mr. Austin, Dr. Tanner, 
and many others referred to ; 


* Engineering News, August 17th, 1899, p. 112. 
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2. — Reduction and liquefaction of the solids, soaps and fats by bac- 
terial or anaerobic action, hydrolysis, fermentation, maceration, etc., by 
slow passage of the sewage through a tank or chamber, as shown in the 
different t5q)es of tanks and modified cesspools used in Paris and the 
world over, the Mouras’ automatic scavenger, Paglianl's tank, Philbrick's 
tank, Croes' Lawrenceville plant, Talbot's Urbana and Champaign tanks, 
the Amherst tank, and many others; 

3. — Decantation of the liquid and liquefied portions of the sewage 
from the tank without disturbing its contents or the surface blanket or 
sludge deposit in the bottom, by means of the submerged outlets, as 
shown by the work of Mr. Austin, Dr. Tanner and others, Mouras' auto- 
matic scavenger, Paglianl's tank, Philbrick's tank, Croes' tank, Wheeler ^s 
Massachusetts Reformatory tank, and many others cited; 

4. — Hydraulic sealing or trapping by submerged inlet and outlet, as 
shown by numerous examples cited; 

5. — Roof or covering, as shown by various examples cited ; 

6. — Artificial ventilation, as shown by certain of the tanks used in 
Paris, Wheeler's Massachusetts Reformatory storage chamber, Phil- 
brick's tank, Croes' tank, and others; 

7. — Absence of ventilation and exclusion of light and air, as in Mouras' 
automatic scavenger, Paglianl's tank, and others; 

8. — Removal of the sludge without draining the tank, as in Paglianl's 
tank, the Amherst tank, and others; 

9. — Overflow and aeration by weir, as shown in Austin's tank, Croes' 
Lawrenceville tank, and others; 

10. — And many other processes and devices of lesser importance. 

To discuss the recent work, however, is beyond the purpose of this 
paper. The writer has aimed only to present, to those interested in the 
subject, certain facts, gathered by him in his investigations, which seemed 
to have an important bearing upon some of the more recent claims for 
novelty, as well as upon certain old patents now being interpreted in the 
light of modern scientific development, and in a way never dreamed of by 
their authors. 

The patents issued in America for septic tanks, or for devices 
in which the design of a septic tank is an important element, 
are described and illustrated in the pages following : 

Patent No. 634,423, issued October 3, 1899, to Donald Cameron 
and Arthur J. Martin, of Exeter, England, is the celebrated 
patent for the Cameron Septic Tank. It contains 22 claims, 
covering various combinations of certain elements. This patent 

Note. For decision of U. S. Circuit Court of Appeals sustaining validity 
of process claims of this patent, see Engineering Record, Jan. 25, 1908. 
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has been represented to cover the entire field of sewage purifi- 
cation by anaerobic and aerobic treatment. Three claims are 
here selected to indicate the ideas of the inyentor regarding the 
essential requirements of a septic tank. 

“ 1. The process of purifying sewage, which consists in sub- 
jecting the sewage, under exclusion of air, of light, and of agi- 



tation, to the action of anaerobic bacteria until the whole mass 
of solid organic matter contained therein becomes liquefied, 
and then subjecting the liquid effluent to air and light.” 

“ 12. In an apparatus for purifying sewage, the combin^ition 
of a septic tank, an inlet occupying the greater part of the 
width of said tank, and an outlet extending across the greater 
part of the width of the tank and disposed above the bottom of 
the tank and below the normal water-level thereof, said outlet 
comprising a pipe having a longitudinal slot therein extending 
the greater part of its length.” 

“ 21. The process of liquefying the solid matter contained in 
sewage, which consists in secluding a pool of sewage having a 
non-disturbing inflow and outflow from light and agitation until 
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a thick scum is formed on the surface thereof and a mass of 
micro-organisms has been developed of a character and quantity 
sufficient to liquefy the solid matter of the flowing sewage, the 
inflow serving to sustain the micro-organisms, and then sub- 

Fia. 1 \ ppp 



Fig. 9. Septic tank of A. J. Provost, Jr., 1902. 

jecting said pool, under the cover of said scum and under the 
non-disturbing inflow and outflow, to the liquefying action of 
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the so cultivated micro-organisms until the solid matter con- 
tained in the flowing sewage is dissolved.” 

Patent No. 659,452, issued October 9, 1900, to 0. W. Pfouts, of 
Alliance, Ohio, is of especial interest in this connection, because 
the inventor sought to make the inflow into the tank cause as 
much disturbance as possible, instead of as little, as in the 
Cameron patent. The claim of interest in this connection is: 

“8. In a sewage disposal system, a septic tank, a sewage 
pipe or pipes leading into said septic tank at a point or points 
at one side of the diameter of said septic tank whereby a rotary 
motion is imparted automatically to the sewage and a vertical 
pipe centrally located in the septic tank, substantially as and 
for the pxirpose specified.” 

Patent No. 699,345, issued May 6, 1902, to Andrew J. Provost, 
Jr., of Brookl 3 m, N.Y., is of interest in that it shows an attempt 
to retain the larger solid particles of sewage in one portion of 
the tank. Claims 1 and 3 are indicative of the inventor's 
purpose. 

“1. In an apparatus for purifying sewage by bacterial action 
the combination of a first compartment for the reception of the 
sewage from the sewer and adapted to anaerobic bacterial 
growths, a second compartment likewise adapted and a per- 
vious partition between said compartments, adapted to detain 
in the first compartment a given size of solid constituents of the 
sewage and to pass into the second compartment such solid 
constituents of lesser size, substantially as and for the purposes 
described.” 

3. In an apparatus for purifying sewage by bacterial action 
the combination of a compartment adapted to the growth and 
action of anaerobic bacteria and to the reception and partial 
detention of the sewage from the sewer, a second compartment 
likewise adapted to the growth and action of anaerobic bacteria, 
a filter connecting said two compartments and adapted to resist 
the passage of a certain size of particles of the solid constituents 



ANAfiEOBIC TREATMENT OF SEWAGE 


63 


of the sewage and to permit the passage of all smaller sizes, a 
third compartment adapted to the growth and action of facula- 
tive bacteria and a filter connecting said last-mentioned com- 





partment with the aforesaid second compartment and adapted 
to contain substantially all solid constituents in said second 
compartment, substantially as and for the purposes described.” 
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Patent No. 762,466, issued June 14, 1904, to William L. 
Church, and George Everett Hill, of New York, is of interest in 
this connection as showing appreciation of the fact that the 
dissolution of sludge is facilitated by agitating it, as stated in 
claim 11. 

“11. That improvement in the art of sewage disposal which 
consists in subjecting a body of sewage containing a relatively 
large portion of unreduced solids to a succession of violent 
mechanical disintegrating actions as an accessory to bacterial 
conversion.” 

Patent No. 770,490, issued September 20, 1904, to John W. 
Alvord, of Chicago, Illinois, is of interest as an attempt to obtain 
uniform septic action by varying the capacity of the septic 
tank as the quantity and character of the sewage varies, as 
instanced in claim 3. 

“ 3, The improvement of the process of purifying sewage by 
septic action, which consists in continuously delivering the 
sewage to and discharging it from the unrestricted receptacle 
or receptacles in which the septic action takes place, and vary- 
ing the capacity of the receptacle or receptacles to accord with 
the proper rest or quiescent periods for sewage or varying char- 
acters and volumes and with varying influencing environments 
whereby the sewage is subjected a suflflcient length of time to 
the septic action of the bacteria, but not sufficiently long to 
injuriously affect the bacterial action.” 

Patent No. 778,506, issued December 27, 1904, to W. A. 
Reid and E. J. Hanley, of St. Louis, Missouri, is of interest as 
one design by which the principal objects aimed at by Cameron 
are apparently secured without infringement of the Cameron 
patent. 

Sewage entering a tank contains solid matter suspended in 
it and solid matter floating on its surface. The suspended 
matter consists of sand, silt, dust, and organic matter, more or 
less finely divided. The denser and larger particles sink at 
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Fig. 11. Septic tank of Reid and Hanley, 1904. 
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once to the bottom; the finer and lighter ones subside slowly, 
and form a layer of material in process of decomposition. The 
floating matter remains on the surface until the gas contained 
in it, causing it to float, is liberated, and smaller solid particles 
break away and sink to the bottom. The organic material on 
the bottom decomposes, with the generation of gas, the gas 
becomes entangled in the mass of solid, and gives buoyancy to 
it, until pieces break off and rise to the surface. Thus the evo- 
lution of gas constantly carries particles of solid matter from the 
bottom of the tank to the top, and the escape of the gas allows 
the solids to sink back again to the bottom. If uninterrupted, 
this would continue until no more gas was evolved. 

As stated previously, the character of the sludge formed 
varies according to the time that the materials remain in the 
tank. The solids that fall quickly to the bottom are, of course, 
-retained in the tank for a much longer period than the liquids 
which may pass directly through; and the particles of sludge 
most nearly of the specific gravity of water escape first from the 
tank. In a tank of the design shown in the Cameron patent, 
the sludge naturally spreads out so as to occupy the entire area 
of the tank, in a layer of approximately level surface; and the 
lighter portion constantly precipitated from the liquid, is car- 
ried through the outlet pipe to the filter beds. Sludge formed 
in such a tank never becomes dense. It can be removed by 
pumping, is black in color, and contains 95 per cent or more by 
weight of water. It can be pressed into cakes containing 25 
per cent to 50 per cent of water by weight. The sludge cakes have 
no commercial value, though many attempts have been made to 
market them. For the most part, however, the sludge is per- 
mitted to pass out of the tank to the filter beds, especially in 
small works, and the trouble of disposing of what is not 
liquefied in the tank is transferred to the beds. 

The close .approach of the specific gravity of sludge to that 
of water, and the fine state of division of its particles, make it 
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always difficult to retain this material in the tank, and especially 
so if the t ^Tik is constantly kept in a condition of unrest by the 
fermentation of sewage. Accordingly, the sludge, when reduced 
to a very fine condition, is often caiTied out of the tank in sus- 
pension in the liquid, although the operator of the plant supposes 
it dissolved. This explains the non-accumulation of sludge 
beyond a certain depth in tanks that have long been in use, 
although experiments conducted in receptacles in which there 
is no flow indicate that the sludge does not disappear in time. 
This hypothesis is also confirmed by an examination of the 
contents of filter beds into which septic tanks discharge, and 
by experiments of many engineers interested in sewage 
disposal. 

The larger lumps of organic matter take longer to decompose 
than the smaller, though they eventually are consumed, while 
the solid inorganic particles that do not decompose at all should 
be removed from time to time so as not to diminish the capacity 
of the tank. 

A septic tank should therefore be designed to accomplish the 
following objects: 

1. Precipitate the inorganic solids where they may readily be 
removed without inconvenience or offense. 

2. Retain the grease and the heavier particles of organic 
matter in the most active part of the tank as long as possible, 
where they will be constantly exposed to ammonia. 

3. Provide for the precipitation and the retention of the 
sludge, and avoid its passing out with the liquid effluent. 

4. Accomplish the above without retaining the sewage in the 
tank long enough to render it “ stale,” — that is, difficult to 
oxidize by a subsequent treatment, with the utmost economy 
in the use of materials of construction, and without causing 
voluminous precipitation of secondary sludge. 

This last object involves determining the size of the tank, and 
the time that sewage should be retained in it. If sewage were 
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all alike, a few simple experiments would furnish data sufl&cient 
to enable us to determine the size necessary to treat any number 
of gallons per day; but sewage is not all alike either in the 
character of the impurities contained, or in the quantity of 
impurities per gallon. Questions arise such as: Shall we make 
the tank proportionate to the quantity of liquid, or to the 
quantity of impurities? If we make it proportionate to the 
quantity of liquid, we assume that it will take each particle of 
liquid a certain number of hours to pass through the tank. 
This is the method usually adopted ; but it calls for unreasonably 
large tanks where the sewage is dilute, and it is based upon the 
supposition that the liquid is the essential part undergoing 
treatment in the tank, while, in matter of fact, the solids are 
what the tank is designed to treat. On the other hand, unless 
the tank is carefully designed to avoid it, a short period of rest 
of the liquid in it will not be sufficient to prevent the passage of 
undissolved solids through the outlet. 

Selection of a design must precede determination of dimen- 
sions, as some designs will not permit of economy in size, while 
others will. Where an installation must be built for an institu- 
tion not large enough to justify preliminary experimentation, 
the tanks must be made large enough to cover possible require- 
ments, but so constructed that staling of the sewage is prevented 
by adjustment after construction. For large cities it would 
appear better to build a portion of the plant first, and to deter- 
mine the precise dimensions of the rest of the work after a 
portion was in use. 

We may analyze the designs of septic tanks illustrated in 
patent office drawings into the following elements : 

1. A tank of any convenient form, capable of holding a given 
quantity of sewage, and provided with an inlet and an outlet 
through which sewage fiows continually. The patients give 
very little light regarding dimensions. Where tanks are of 
rectangular form, the most economical depth, or the most 
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economical relation between depth and other dimensions, is 
not indicated. 

2. Devices for distributing the liquid across the tank at the 
entrance, and for collecting it from all points across the tanks 
at emergence. These are made the subject of many. claims in 
the Cameron patent, while in others they are entirely disre- 
garded. If the tank is very many times longer than it is wide, 
such devices are evidently of little use. Some designers regard 
them as injurious, a local mixing of the sewage at entrance with 
that already in the tank being desired. 

3. Devices for preventing scum or “ mat ” and grease from 
flowing from end to end of the tank, and devices for preventing 
the flow of sludge from end to end of the tank. There are various 
kinds, from simple “ scum boards ” on top and baffle walls 
below, to complete subdivision of the tank into several com- 
partments, in the first of which bacterial decomposition of solids 
is the chief object, and in the last precipitation of sludge. 

4. Devices for regulating the time sewage takes to flow through 
the tank, by varying the capacity of the tank, or by fixing the 
quantity of sewage admitted to the tank per hour. 

5. Devices for facilitating the dissolution of sludge by stirring 
or otherwise agitating it, and devices for removing the sludge 
and other sediment from the tank. 

Assuming that the object of a septic tank is to remove as 
large as possible a proportion of the solids in suspension in the 
sewage, and to leave the liquid as little affected by the process 
as possible, so that it will readily yield to subsequent aerobic 
treatment, the septic tank should be made no larger than is 
necessary to secure the precipitation of the solids between the 
inflow and outflow pipes, and to allow them time to decompose at 
the same rate as that at which they enter. In rectangular tanks 
of ordinary designs, the size required for this is that having a 
liquid capacity of approximately one half the daily flow of sewage. 
If the object is to remove as large as possible a proportion of 
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the organic matter both in solution and suspension, the tank 
must be much larger, but the effluent will not yield as readily 
to aerobic treatment. In any large system there should be a 
number of septic tanks arranged so that as many or as few as 
desired may be used, to secure the results most favorable for 
the subsequent treatment employed. Owing to the great 
difference in local conditions, such as character of water supply, 
strength of sewage and presence of chemical bodies peculiar to 
local industries, no mimicipal sewage purification works can 
be built upon economical lines without some leeway being 
allowed the designing engineer for experimentation and adjust- 
ment after at least a portion of the works have been operated 
for some months, unless expensive experimentation is indulged 
in before any works intended for permanent use are undertaken. 

The following analyses of the sewage and the effluent of the 
experimental septic tank at Lowell, Mass., indicate the purifi- 
cation effected on an ordinary sewage and on a concentrated 
sewage in the same tank: 

CONCENTRATED SEWAGE PASSING THROUGH TANK IN 
49 HOURS, 1900. 


Temperature degrees. 

Free ammonia 

Albuminoid ammonia 

Chlorine 

Oxygen consumed 

Bacteria per c.c 


Tank supply. 

Effluent. 

Per cent 
change. 

57 

55 


4.43 

5.90 

+ 33 

2.52 

.55 

-78 

10 .41 

9.72 


13 .02 

3.85 

-71 

8,104,000 

1,182,400 

-85 


RAW SEWAGE PASSING THROUGH TAN?: IN 24 HOURS, 1898. 


Temperature degrees. 

Free ammonia . . ^ 

Albuminoid ammonia 

Chlorine 

Oxygen consumed 

Bacteria per c.c . . 


Tank supply. 

Effluent. 

Per cent 
change. 


57 


4’.44 

4.86 

+ 10 

.79 

.41 

-48 

9.21 

10 .11 


4. 

2 29 

-43 

2,000,000 

324,500 

-84 


Figures give parts per 100,000. 
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This tank gave off from 4 to 8 gallons of gas per 100 gallons 
of sewage, according to the time of year. 

In a paper read before the Royal Institute of Public Health, 
Mr. F. Wallis Stoddart gives a summary of the results of experi- 
mentation by him upon the best size of septic tank to use in 
connection with his percolating filters at the Horfield Works 
at Bristol. With sewage of strength indicated by a dry 
weather flow of only 15 gallons per capita, — more than twice 
as strong as in ordinary municipal sewage in Great Britain, — 
the best results were secured when the septic tank was divided 
mto four compartments of about equal size, and the rate of flow 
was 20 gallons per day per cubic foot of tank capacity. Ortho- 
dox” British practice is GJ gallons per day per cubic foot of 
tank capacity. 

The following is extracted from the above-mentioned paper: 

This tank is divided into compartments by submerged walls, and is 
fitted with boards, one function of which is to direct the flow of sewage 
downwards, so as to insure the absence of any direct current from inlet 
to outlet. 

Now, if the sludge consisted only of the residue of original solids, it 
would naturally accumiilate first in the compartment nearest the inlet, and 
progressively in the later compartments as the earlier ones became filled. 
But this is not the case when this tank is worked at the orthodox rate 
of 6i gallons per day per cubic foot. It is then found, after some weeks, 
when the septic action is well established, and the normal formation of 
scum has taken place, that there is as much or more deposit in the last 
compartment as in the intermediate ones, though these are not full. 
Further, the character of the deposit varies in the compartments, for 
whereas that at the inlet end of the tank is a pasty mass of sewage solids 
more or less broken down, that at the outlet end is a black, unctuous silt, 
characterized by the presence of a large proportion of ferrous sulphide — 
in fact, the identical material already alluded to as collecting in that 
portion of the plant which follows the tank when the latter is under- 
worked. It is a direct chemical precipitation brought about by inter- 
action between the iron and other bases present in aU sewages, and the 
soluble sulphides and carbonates produced in the course of putrefactive 
change. The constitution of this material is, of course, not constant, but 
the following analysis fairly represents its composition: Water, 77.30 per 
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cent; volatile and organic solids, 5.15 per cent; fixed mineral solids, 17.55 
per cent. 

Of the solids, from 4 to 5 per cent consists of ferrous sulphide, a sub- 
stance which, when slowly precipitated, is associated with combined 
water, forming a bulky and tenacious gelatinous mass. Its other promi- 
nent features in the present connection are its black color, its avidity for 
oxygen, its resistance to bacterial disintegration, and its tendency to 
evolve sulphureted hydrogen on exposure. On microscopical exami- 
nation, no forms of life other than bacteria are observable. A marked 
difference between this deposit and ordinary sludge is seen in their respec- 
tive resistance to bacterial attack. If a tank such as that described be 
sludged up at the usual rate of flow, and then allowed to rest, the deposit 
of sewage solids in the first compartments will practically disappear in 
about six months, while that in the last will be but little reduced, except 
as the effect of mere subsidence. 

Secondary Deposits. One more serious practical difficulty in sewage 
treatment directly traceable to the same cause — namely, over-putre- 
faction — is the formation of a thick blanket growth on the surface of 
the filter. This growth, which for want of a better explanation has often 
been stated to be connected with the mode of application of the liquid to 
the filter, is really due to the presence of sulphureted hydrogen in the 
tank effluent. It consists of various species of sulphur bacteria which 
can only flourish in a situation where both sulphureted hydrogen and 
air are present. The surface of a sewage Alter fed with normal septic 
effluent, always charged with sulphides, is an ideal locality for these 
organisms, and they take advantage of it to an extent which may seriously 
interfere with the efficiency of the filter. 

Precisely the serious phenomena described may often be observed 
where sewage is discharged into running water. Immediately adjacent 
to the outfall there is a deposit of sewage solids and a luxuriant growth 
of sewage fungus, but no marked discoloration or offensive odor. Fur- 
ther downstream, and often separated from the outfall by a perceptible 
interval, the black deposits and offensive odors, popularly attributed to 
the sewage itself, but really due to the products of its decomposition, are 
to be observed. It follows that under the usjjial conditions of work, the 
destruction of original sewage solids in the septic t ank is largely counter- 
balanced by new formations. If it were not for the constant discharge 
of appreciable quantities of this secondary deposit at the outlet of the 
tank, this, phenomenon would have attracted greater attention, while 
the general absence of baffle walls has further disguised the local deposit 
by allowing the sludge to assiune a fairly uniform level on the floor. 

The following arrangement was found to give the most useful results. 
Each tank is divided into four compartments by three dwarf walls placed 
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at equal distances apart. The first wall is brought up to an inch from 
the surface, and the first compartment therefore forms a sump, which 
can be dealt with in any desired way without disturbing the rest of the 
tank. The remaining walls rise to 1 foot from the surface. All the 
scum boards, except that connected with the outlet of the tank, dip 2 
feet into the liquid, and therefore overlap the walls by 1 foot. They are 
placed vertically midway between the walls. The withdrawal of the 
tank effluent is by means of a plain sill, protected by an obliquely placed 
scum board. The whole arrangement has been given an extended trial, 
and the tanks so equipped have worked more uniformly and successfully 
than any other modification. 

It was concluded from the first series of experiments that the best 
constant rate of flow — that is to say, the most rapid uniform rate at 
which full-strength sewage could be passed through the tank with most 
satisfactory results as regards both destruction of sewage solids and 
quality of tank effluent — is insured by providing a tank capacity equal 
to one third the day’s supply of sewage, or 1 cubic foot for 20 gallons, 
and that the extreme limits between which satisfactory results can be 
obtained are 12 and 35 gallons per cubic foot respectively. 

Each month the first compartment has been filled to an average depth 
of 3 ft. 6 in., and therefore contained 125 cubic feet. The composition 
of the sludge on the average is as follows: Water, 91.72 per cent; volatile 
and organic, 4.48 per cent; mineral, 3.80 per cent. The month’s accu- 
mulation of dry solid matter from 300,000 gallons of sewage amounts 
therefore to about 6 cwt. 

There is a good deal of difference of opinion expressed as to the amount 
of sewage solids actually destroyed in the septic tank, but it probably 
seldom, if ever, exceeds 50 per cent of those introduced with the sewage, 
and is generally put at from 30 to 40 per cent. 

In the present instance, making a liberal allowance for solids carried 
over with the tank effluent, the proportion which disappears must exceed 
50 per cent. The modifications in the construction and use of the tank 
now suggested succeed, therefore, in abolishing the most serious draw- 
backs of the septic tank without relinquishing any of its advantages in 
respect of the easy and economical destruction of solids. But in order 
to secure these advantages, it is plainly necessary to acquire a fairly 
accurate knowledge of the average amount of sewage to be dealt with, 
and nothing is more astonishing in connection with schemes of sewage 
disposal than the general absence of information as to the volume of sew- 
age dealt with, even in existing works. 
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It would not be safe to apply the conclusions of Mr, Stoddart, 
derived from these experiments with a very concentrated sewage, 
to aU other plants, at random; but though unquestionably there 
are such variations in the quality of sewage as would make a 
very great difference in the chemical character of the sludge 
formed by long retention in the tank, it is possible in every case 
to retain sewage in a tank so long as to render its subsequent 
treatment by any bacterial process more difficult than 
necessary. 

A grit chamber to remove heavy solid matter is always a 
necessity where combined sewers and drains communicate with 
sewage purification works, and sometimes advisable in connec- 
tion with separate sewer systems; but when street drains are 
not connected with the sewers it should be made as small as 
practicable, and in cases of small plants it should be omitted 
altogether, as not a sufficient quantity of grit reaches the septic 
tank to require attention, and the grit chamber is apt to 
become foul from floating material. This must be provided 
against in the design. 

The presence of grease in sewage is the cause of much trouble 
in sewage purification works, and care should be taken to retain 
grease in septic tanks as long as possible. In the removal of 
grease anaerobic filtration possesses advantages. 

However, the septic tank is not the only means by which 
anaerobic action has been applied. There were early attempts, 
some of which have been described, at straining the sewage 
through beds of broken stone to facilitate its dissolution. For 
the most part these methods preceded knowledge of the fact 
that aerobic filtration is different in its results from anaerobic 
filtration; but anaerobic filtration is still of much interest, as it 
is a great assistance in facilitating the decomposition of grease, 
which may pass through a septic tank not fully decomposed. 
The grease has a tendency to adhere to the surface of the stone, 
where it is subjected to the action of the ammonia in the 
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sewage as the latter flows through the stone, and is slowly 
dissolved. 

Patent No. 624,985, issued May 16, 1899, to William Dundas 
Scott-Moncrieff, of London, England, is for an upward anaerobic 
filter in combination with an aerating device. This inventor’s 
name is identified with the aid; of sewage purification. He was 
among the first to recognize the nature of bacterial action and 
to apply intelligently anaerobic treatment followed by aerobic 
treatment. His claims were as follows: 

“ 1. The mode of treating sewage bacteriologically, which 
consists in causing the sewage to pass through an anaerobic 
apparatus, whereby the organic matters in the sewage become 
more or less broken up, and then causing it to pass downward 
through a series of separate superimposed filters having clear 
air spaces between them, whereby as the sewage passes through 
the filters and drips from filter to filter, highly aerobic conditions 
are established which are greatly favorable to the work of the 
aerobic organisms following after the work of the anaerobic 
organisms, and the sewage is consequently purified, substantially 
as set forth.” 

2. In apparatus for the purification of sewage, the combi- 
nation of a tank breaking up the organic matter of the sewage 
by the action of aerobic and anaerobic organisms as it passes 
through said tank, means for supplying sewage to said tank, 
a series of filters placed one above another with clear air spaces 
between them, and means for conveying the broken-up sewage 
from said tank and delivering it to the uppermost of said filters, 
substantially as and for the purpose set forth.” 

Where anaerobic filtration is used, some provision must be 
made for removing the sludge from beneath the filter, and in 
many cases from the filter itself. That a greater proportion of 
the solid matter in suspension can be removed by anaerobic 
filtration than is ordinarily removed in septic tanks, is 
established. 
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The following analyses of effluents from experimental filters 
at Lawrence, Mass., are of interest in this connection: 

ANALYSES OF TESTS AT LAWRENCE, MASS., IN 1901. 

TEMPERATURE OF SEWAGE 57 DEGREES. 

After passing through filter. 

Anaerobic Ae'robio 

Filter No. 133. Filter No. 134. 


Temperature degrees. 52 59 

Free ammonia 4 .98 2 84 

Albuminoid ammonia .228 .142 

Chlorine 11 .2 11 .13 

Nitrates .02 1 61 

Nitrites 0 .014 

Oxygen consumed 1 98 1 .10 

Bacteria per c. c 270,300 60,600 


Rate per acre . • 1,582,900 1,131,200 


Filter No. 133 has lost 65 per cent of voids in two years. 

The sewage was practically the same as that given septic 
treatment in the experimental tank in 1898, analysis of which 
is given on page 70. The first treatment was in an upward 
anaerobic filter, the second in an aerobic filter. Comparison 
of the anaerobic filter effluent with the septic tank effluent is 
of interest. The showing of the aerobic filter is poor, and does 
not interest us particularly in this connection. 

The extent to which the anaerobic process should be carried 
in any installation is a matter which must depend to some 
extent upon the subsequent treatment to be used, whether the 
anaerobic process be conducted in a tank or in a filter. The 
time required depends upon the process, the character of the 
sewage to be treated, and the temperature of the liquid. Thus 
the dimensions of a septic tank for any installation should not 
be determined before the processes that are to follow anaerobic 
action have been decided upon, and the tank itself should be 
subject to regulation. 
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INTERMITTENT CONTACT SYSTEMS 

Intermittent contact systems operate by alternately filling 
■with sewage and then emptying receptacles containing broken 
stone, gravel, cinders or other material with a large proportion 
of void spaces. Such receptacles are called “ contact beds.” 
The liquid stands in a bed for a given period in contact with 
the bacterial gro'wth which attaches to the surface of the granu- 
lar material. After standing in contact for a certain time the 
liquid is discharged, and air is admitted to the bed to be absorbed 
by the bacteria before additional sewage is admitted. Contact 
beds are usually operated in conjunction -with a septic tank, so 
that the liquid emptying into them is freed from the large solid 
particles. 

There are many arrangements of contact beds. The sewage 
may pass in succession from one bed to a second, and from the 
second to a third, and so on, through as many successive repeti- 
tions of the process as may be desired. The period that it re- 
mains in any bed may be long or short. One series of beds alone 
may be used, or several beds may be used to receive the sewage 
from the septic tank in succession. Which arrangement of con- 
tact beds will be most economical for any particular occasion will 
depend chiefly upon local conditions. If it is practicable to 
secure repeated treatment without having to resort to pumping, 
it will be found to be most economical in the majority of cases to 
repeat the contact two or more times, while, if the available fall 
is small, it may be found advisable to employ single contact 
rather than to resort to pumping, although the works required to 
secure adequate purification by single contact are considerably 
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larger than those required where the contact is several times 
repeated. There has been some doubt expressed as to the 
economy of using several contacts in succession. The view 
here expressed has likewise been expressed by Dr. Gilbert J. 
Fowler, the eminent chemist of the Manchester Corporation 
Sewage Works, in a communication to the International Engi- 
neering Congress, 1905, discussing the paper of Mr. George W. 
Fuller, entitled “ Sewage Disposal in America^' (Transactions 
American Society of Civil Engineers, Vol. LIV, Part E, page 
212). That such ought to be the case has been shown by the 
writer elsewhere in this chapter. 

Before discussing the relative merits of different contact 
systems in order to discover which arrangement is most suitable 
to meet given conditions, a review of American patents for 
devices of this kind will be of value. 

No patent exists covering the principles of contact beds in 
general. Any person may build beds by which the sewage is 
admitted at the top and liquids drained away at the bottom 
after standing in the beds for some time. There are, however, 
many patents covering arrangements intended to facilitate the 
filling and the discharging of the beds to make them automatic, 
and there are a number of patents relating to the construction 
of beds for the purpose of making aeration sure and clogging 
unlikely. 

Patent No. 556,594, issued March 17, 1896, to F. L. Union, 
of Braintree, Mass., shows in its drawings a double contact 
system with one bed located above the other with means for 
discharging the liquid from one bed to the other intermittently. 

Patent No. 559,522, issued May 5, 1895, to Amasa S. Glover, 
is illustrated in Figure 6. Mr. Glover claims: “A sewage 
apparatus comprising a series of stationary primary filter beds, 
a structure over said beds with provision for the removal of 
offensive gases therefrom, and a series of stationary secondary 
filter beds located outside the said structure and arranged to 
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receive by gravitation the effluent from the primary filter beds, 
the said primary beds being constructed to discharge the efflu- 
ent wholly through filtering material, whereby the offensive 



Fig. 13. Contact beds as arranged by W. J. and C. J. Lomax, 1896. 

matter is retained in the structure and the effluent is clarified 
and partly purified, and whereby the said effluent may receive 
subsequent treatment in the open air by extensive secondary 
beds for any required length of time without offense.” 
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There has been considerable discussion as to whether Mr. 
Glover understood the difference between anaerobic and aerobic 
action when he took out this patent.* 

Patent No. 560,512, issued May 19, 1896, to W. J. Lomax 
and Charles J. Lomax, of Bolton, England, is illustrated in 
Fig. 13. 

This is for a construction of beds in connection with a series 
of siphons to deliver sewage to various beds in turn, and a 
siphon to discharge the liquid from the beds intermittently. 

Patent No. 601,052, issued March 22, 1898, to John J. Deery, 
of Philadelphia, Pa., is rather elaborate in its drawings and 
description. The device consists of one filter mounted above 
another so that the water may drip from the upper to the 
lower, and absorb air while doing so. 

Patent No. 603,221, issued April 26, 1898, to James S. Miller, 
of Reading, Pa., appears to be somewhat complicated. There 
are fourteen claims, most of them quite long, and not of suffi- 
cient interest to demand repetition. 

Patent No. 624,985, issued May 16, 1899, to N. D. Scott- 
Moncrieff, has been illustrated in Fig. 12. In this system the 
aeration is accomplished by allowing the sewage to pass through 
a series of trays placed one above the other wherein a large 
surface is exposed to the action of the air. 

Patent No. 628,987, issued July 18, 1899, to J. A. Maignen, 
is illustrated in Fig. 14. This was intended to apply to the 
filtration of water under pressure, but is of interest as showing 
a means for withdrawing air from out filter beds. 

Patent No. 664,532, issued December 25, 1900, to William 
L. Church, of New York, is illustrated in Fig. 15. The object 
of this device of Mr. Church is to cause the sewage to pass 
through the filtering material in a series of waves so that it will 
be filtered through a great distance of filtering material without 
having an excessive fall. 

* See Mr. Snow’s contribution to the discussion of Mr. Leonard Metcalf, 
Mem. Am. Soc. C. E., Transactions Am. Soc. C. E., Yol. XLVI, page 474. 
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Patent No. 732,208, issued June 30, 1903, to G. D. Mitchell, 
is illustrated in Fig. 16. The feature of Mr. Mitchell’s patent 
that is of interest is represented by the channels made especially 
for drawing air from the bed into the stack e®. 

Patent No. 762,466, issued June 14, 1904, to William L. 
Church and G. E. Hill, is of interest because of the system of 



Fig. 14. Method of aerating filter, J. A. Maignen, 1899. 


both fillmg and discharging the tank from the bottom, and of 
causing the tank to be alternately filled and emptied with the 
same sewage by means of a pump if’ desired. 

These examples, which cover most of the patents of interest 
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relating to contact beds proper and to the arrangement of con- 
tact beds, will be sufficient to afford some idea of the general 
character of these structures. Before proceeding with a pre- 



Fig. 15. Elongated contact bed of W. L. Church, 1900. 


sentation of the principles of the various automatic devices by 
which these beds may be filled and emptied, it is well to turn 
our attention to the advantages and disadvantages of different 
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Fig. 16. Method of aerating filter, G. D. Mitchell, 1903. 
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arrangements of beds; and in order to do this, it is necessary to 
investigate the distribution of the activities in simple contact 
beds by which purification is secured. 

Let us first consider the operation of a single contact bed 
several feet deep with water-tight walls and bottom, containing 
drain pipes laid close together in the bottom connected with a 
main supply pipe through which sewage may be admitted to 
the bed or withdrawn from the bed as desired, and filled with 
suitable gravel. Assume also that the surface of the gravel 
stones has become covered with bacterial growth capable of 
absorbing the organic matter from sewage. If sewage be 
admitted to this bed through the supply pipe, it will rise by 
degrees, forcing the air out through the surface of the bed until 
the bed is full. The bacteria will then act upon the sewage 
until the capacity of the bacteria for purification has become 
exhausted. Obviously the sewage being admitted at the 
bottom, the bacteria in the bottom layers will be the first to 
give up their oxygen, and if the sewage be admitted slowly, 
their supply of oxygen will become wholly exhausted before 
the tank is full, consequently the last of the sewage admitted 
will undergo very little purification, while that first admitted, 
which has passed entirely through the material in the bed, may 
have become greatly purified. It is obvious that when the 
contents of this bed are discharging, that coming from the 
bottom will be very impure, while that coming from the top 
will be comparatively pure; and two samples taken when the 
bed is full, one from the bottom of the bed and the other from 
the top, will show upon analysis widely different results. If the 
whole of the sewage in the bed be discharged into a tank or 
other receptacle where it can mix thoroughly, the analysis of a 
sample of the mixture will show results between those obtained 
from the analysis of the top and that of the bottom portions 
of the liquid in the bed. 

As the liquid is allowed to discharge from the bed, the air is 



86 


TREATMENT OP SEWAGE 


drawn in from the top and follows the liquid down. Obviously 
the bacteria on the surface of the bed absorb oxygen from the 
air as it passes downward as rapidly as bacteria can absorb it, 
and the air reaching the lower layers of the bed will have its 
oxygen supply very much reduced if the discharge of the bed is 
very slow. Consequently, when the bed is next fiUed from the 
bottom, the bottom portions will be capable of effecting less 
purification than the upper portions, and in consequence the 
purification of liquid in the bottom of the bed wiU be very much 
less than that in the top. Now it is a fact demonstrated by 
experience of several experimenters, that the action of the 
bacteria in absorbing oxygen from the air when the air is fresh 
and the bacteria have been exposed to sewage, is extremely 
rapid; only a few minutes being required imder these conditions 
to absorb about one half the available oxygen in the air and to 
produce a corresponding quantity of carbonic acid gas, render- 
ing the air passed through the beds much less capable of parting 
with the remaining oxygen; and it is also an established fact 
that when bacteria have just received a liberal air supply, their 
action upon sewage that is in condition to be absorbed by them 
is almost equally rapid. Any person who is doubtful of these 
facts need but to observe the purification secured m deep filters, 
where the sewage remains in the bed in a process of trickling 
through only a comparatively few minutes. Further reference 
to the behavior of sewage in such filters wiU be found in a 
subsequent chapter. 

It is apparent that in order to secure uniform results in puri- 
fication in a contact bed such as heretofore described, the filling 
of the bed and the emptying of the bed should take place as 
rapidly as possible, while to secure maximum economy the 
period of standing full and the period of standing empty should 
be such as to cause the greatest amoimt of oxygen to be absorbed 
from the air and to enter into combination with the sewage. 

The most eflficient use of material, however, might not result 
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in the greatest amount of purification of sewage where single 
contact is used. In fact, it cannot so result if a high degree of 
purification is demanded. It is usually necessary to produce 
an effluent that wiU come up to a definite standard of chemical 
purity, and, as has been shown in a preceding chapter, if the 
sewage is strong, the volume of air displaced by it will scarcely 
contain enough available oxygen for purification, as all of the 
oxygen cannot be used. The periods of standing full and the 
periods of standing empty should be longer to secure maximum 
purification than to secure the greatest efficiency of aeration 
per unit of material per hour. 

The importance of rapid filling and rapid discharging to 
secure uniform and efficient results has not been dwelt upon by 
engineers as much as it deserves to be. The importance of a 
long period of contact to secure thorough purification has been 
dwelt upon especially in Great Britain, where it has been insisted 
upon by legislation, and where not more than two fillings per 
day of single contact beds have been allowed. Now, however, 
it is recognized by practical engineers charged with the operat- 
ing of sewage purification works that it is best to work the beds 
more rapidly and not to expect from the first contact a very high 
degree of purification, but to rely upon subsequent treatment to 
bring the effluent to a satisfactory degree of purification. If 
the purification in the first contact bed results in a reduction 
of the amount of oxygen absorbed by the effluent of the septic 
tank of 60 per cent or thereabout, the resulting liquid can be 
brought to almost any degree of purification likely to be called 
for by another contact and the cost of constructing and 
operating the two contact beds will be less than the cost of 
constructing and operating a single contact bed that wiU pro- 
duce the same results. If a very high degree of purification is 
demanded, it wiU be found more economical to employ three 
contacts than to employ two. 

The case of a contact bed filled from the bottom and emptied 
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from the bottom has been taken for the sake of illustrating the 
principles of aeration. From the experience of the writer with 
beds of other kinds five feet deep, with which he was able to 
conduct experiments for the sake of information, and to cause 
the sewage to enter at the bottom or at the top at will, it may 
be stated that practically no oxygen wiU be communicated to 
the last particle of sewage entering at the bottom of a bed five 
feet deep in this manner, even when the filling and discharg- 
ing are as rapid as possible to make them in beds of sufficient 
size to be of practical use; also that an analysis of a sample 
taken from a mixture of all the liquids issuing from such a single 
contact bed during one discharge indicates the oxidation of about 
60 per cent of the albuminoid-ammonia present in the effluent 
from the septic tank. If this effluent is dilute, the liquid leav- 
ing such a contact bed may be non-putrescible; but if the effluent 
from the septic tank be ordinarily strong, the effluent from a 
single contact of this character will not be found inoffensive 
upon standing. This type of bed, however, has certain points 
of advantage over beds filled from the top, in that the use of the 
same pipes for filling and discharging has a tendency to keep 
the pipes clear, and the interstices of the filtering material open; 
and where several contacts are to be used, it will probably be 
found applicable in somo installations. 

Usually contact beds are filled from the top by either running 
the liquid freely over their surfaces, or by allowing it to flow 
from half-round channels placed over the beds, or by flushing it 
into the surfaces of the beds through drain tiles placed a few 
inches below the top of the beds so as to protect them from the 
frost. By each of these methods a somewhat greater aeration 
is secured than by the method of filling the tank from the 
bottom, but by none of them can the bottom portions of the 
bed be made equally as effective for purification purposes as 
the top layers, because the air does not reach the bottom layers 
in sufficient quantity. 
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It is, therefore, highly desirable that means should be employed 
n contact beds to cause fresh air to pass through the lower parts 
)f the beds, especially when the beds are deep. The simplest 
nethod of assisting in aerating the bottom layers is to provide 
neans to allow fresh air to be admitted to the bottom pipes, so 
hat when the bottom is emptied, air may be drawn into the 
)Ottom pipes and rise through the filtering material to the 
lurface of the bed. Wherever the period of rest is very long, • 
ionsiderable aeration may be secured in this way, and such 
leration may be facilitated by the application of artificial draft, 
hough care must be exercised to see that an artificial draft 
loes not draw through the bed so much more air than is required 
or bacterial action as to render that action less effective than 
t would be with a moderate supply. 

If an induced draft is to be applied, it may be applied by 
ionnecting either the supply pipes or the discharge pipes to 
he stack, or exhaust. The one method tends to draw air 
■hrough the bed from the bottom upward, and the other method 
ends to draw air from the top downward. Artificial ventilating 
)f this kind is more likely to be found applicable in percolating 
liters than in contact filters, and some reference to it will be 
ound in a subsequent chapter. In this connection, however,' 
fc is to be remarked that the drawing of an excessive quantity 
if air through any contact bed during the winter time may 
ause freezing of the bed unless the air is first heated. It is, 
lowever, possible to provide for the regulation of air drawn 
hrough a bed by any source of draft producing a known head 
)y mserting in the passage between the source of the draft and 
he bed a diaphragm of suitable size. 

It has thus been shown that with the treatment of sewage 
a contact beds to obtain high degrees of purification, we en- 
ounter certain obstacles inherent in contact bed systems, 
rhich can be to some extent overcome by each of the fol- 
owing methods: 
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1. By filling the beds rapidly and discharging them rapidly. 

2. By making the beds very shallow. 

3. By using several contacts in succession. 

4. By drawing air through the beds during their period of 
rest. 

These methods will be found to be applicable and to affect the 
cost of construction and of operation differently in different 
installations. If the beds are shallow, more land is required 
than if they are deep. If several contacts are employed, or if 
the beds are deep, more hydraulic fall will be demanded. Single 
contact with deep beds requires the least area, and artificial 
draft necessitates the use of fuel or of mechanical power. 
Which design will be advisable in any particular case must 
depend entirely upon local conditions. The cost of main- 
tenance also will be foimd to vary with the different systems. 

WTiere several contact beds are used in succession, it often 
becomes a difficult matter to determine beforehand the relative 
capacity of the beds for holding sewage. The engineer must 
therefore give careful attention to the following matters in order 
that two or more beds designed to receive sewage in succession 
shall have the proper relative capacity: First, to allow for the 
amount of leakage through the bottom and the sides of the 
beds if these are not water-tight. Leakage is always an impor- 
tant matter where the beds are constructed in soil of any char- 
acter not lined with concrete or any impervious material. 
Second, to prevent diminution in capacity by clogging of differ- 
ent beds m the series owing to the deposit of- the sludge from 
the septic tank, or to the growth of bacteria in the beds. Third, 
to allow for unequal proportions of void spaces in the filtering 
material contained in the beds o-wmg to the employment of dif- 
ferent materials, or of materials of different grades of fineness, 
in different beds. If the capacity of one bed does not corre- 
spond with that of its fellow, the amount that can be treated in 
the system will be determined by the bed of least capacity, and 
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difficulties will be experienced in the regulation of automatic 
discharging devices if the water levels in the various beds do 
not conform exactly to the levels for which those devices are 
designed. 

Hitherto mention has been made of the advantages of arrang- 
ing several contact beds in sequence. It is also advantageous 
in some cases to arrange beds so that they receive sewage 
alternately or in rotation; thus using two, three, four, or more 
beds; each of which receives sewage from the septic tank for 
a short time only. In some installations the filling of one bed 
is arranged to cause the emptying of another bed, while in some 
systems the filling in each case is controlled by one set of appa- 
ratus and emptying each bed by an independent discharging 
apparatus. The devices for governing the flow of sewage into 
contact beds are discussed in a subsequent chapter. Large 
sewage purification works may, of course, be operated by hand 
at the judgment of the attendant. It is not necessary to have 
an attendant constantly upon the ground at small installa- 
tions, and at large installations it often will be found more 
economical to employ automatic devices under the general 
supervision and subject to the regulation of an interested man 
in charge. 

The material to be used in contact beds is, next to the hydrau- 
lic design of a system of contact beds and accessories, the most 
important element of design to be determined by the engineer. 
In Great Britain, the material commonly used is cinders or coke, 
screened so as to remove all the fine particles of ash. In the 
United States cinders have not been found so satisfactory, 
especially in the Middle West. In one installation, which the 
writer examined, a tank five feet deep had been filled with cin- 
ders made from coal mined in Iowa. The material lasted less 
than a year, becoming so packed in that time as no longer to 
permit the passage of sewage. At the time of the writer^s 
visit, it had been taken out and replaced by very coarse broken 
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stone, and the sewage was passing through the bed with ahnost 
no purification. Having contemplated the use of cinders in 
other installations, the writer constructed an experimental 
filter to test the advisability of cinders from a garbage crematory 
where Kansas coal was used, although the cinders were derived 
chiefly from the clinker of garbage and refuse. This material 
was better than that from Iowa coal, but when the filter was 
examined after several months of operation, it was found that 
the decomposition of the clinker was comparatively rapid, and 
that this bed, although the materials had been screened with 
great care, could not be relied upon for permanent service. 

Crushed limestone is comparatively easy to obtain through- 
out the valley of the Mississippi and its tributaries. Some of 
this material is sufificiently hard to make good filter beds, but 
some of it is very soft, and packs rapidly in water. If crushed 
limestone must be used, great care should be taken to see that 
all particles of clay and soft stone have been removed by screen- 
ing or washing, as the fine particles obtained by crushing lime- 
stone form a binder which tends to cause the stone to pack like 
the surface of a well macadamized road. Properly to prepare 
limestone for filter beds, the material should be crushed twice, 
the very fine material being screened out after the first crushing, 
and again after the second crushing. By these means a filtering 
material comparatively free from clay and soft particles may 
be obtained. 

Glacial gravel, which occurs abundantly in many parts of 
the United States, is perhaps the best material available for 
contact beds where it is found. It is usually hard and com- 
paratively clean, and in many localities may be obtained by 
hydraulic dredgmg. It may be screened in rurmmg water as 
it comes from the dredge, and carefully graded into suitable 
sizes either while wet or when dry. It is of great importance 
that gravel used in contact beds be free from sand, therefore 
the attention given to the screening should be careful. The 
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gravel itself can be used to best advantage by screening it into 
grades so as to obtain the largest possible percentage of void 
space. The void space in gravel is not as great as that in 
cinders, but by careful manipulation it is possible to secure 45 
per cent or more of void space with gravel of almost any average 
«ize of particles. The writer has made a number of experiments 
for the purpose of determining the relative sizes of stones that 
may be obtaiued by screening so that the mixture will contain 
the largest possible amount of void space as required in con- 
tact beds, and also so that the void spaQp may be as small as* 
possible as required in the making of concrete, and it is deter- 
mined that for practical purposes gravel for use in contact beds 
should be composed of pebbles varying in size from a given 
diameter to about one fourth or one fifth of that diameter, 
smaller stones and larger stones being excluded. Thus if it 
should be determined that the smallest stones to be used in a 
given contact bed should not pass through a slot of metal one 
eighth of an inch wide, the largest stones in that material 
should be able to pass through a slot one half of an inch wide. 
If the natural gravel contains a considerable quantity of hard 
stone more than one half inch in diameter and not too large 
for use, the gravel may be separated in two. grades, otherwise 
it should be screened so as to obtain the largest amoimt of useful 
material of one grade, the grade selected to be determined by 
an analysis of the natural gravel. Stones larger than two 
inches in diameter are too large to be considered suitable for 
work of this kind. As for the smallest size that may be used, 
there are many different opinions. The smallest nominal size 
depends generally upon the care with which the material is 
prepared. It is scarcely practicable to screen gravel from a 
bank or pit so as to retain all particles that will not pass 
through a slot one eighth of an inch wide and not at the same 
time retain a considerable quantity of sand, unless the screening 
is done in running water. The writer finds that material as 
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small as one sixteenth of an inch in diameter is useful in contact 
beds where the amount of impurity in the sewage has abeady 
been considerably reduced. 

The effectiveness of a contact bed depends upon the quantity 
of bacterial growth that it can maintain in a highly active con- 
dition to attack the organic matter in the sewage. This quan- 
tity in turn depends upon the surface exposed by the material 
of the bed for bacteria to cling to, and upon the effectiveness of 
the aeration when the bed is drained. Manifestly, therefore, 
the best size of granular material to use in a filter bed depends 
upon the period of contact, the time standing empty, the degree 
of concentration of the sewage, the system of aeration, the size 
of solid particles left by preliminary treatment, the depth of 
the bed, and the physical and chemical qualities of the material 
itself. 

The degree of purification that can be secured with contact 
beds may be illustrated by a few examples. The first is data 
regarding an experimental filter at Barking, as given by Dr. 
Rideal. * 

“ The further experiments with a one acre coke breeze filter 
at Barkmg are well known. As at Massachusetts, it was found 
that continuous running resulted in clogging and a foul effluent, 
and that to obtain the best results the commencement must 
be made with small quantities of liquid; the filter, which was 
composed of three feet of coke breeze and three inches of gravel, 
being at first merely filled and emptied twice a day, with a 
new of producing an active bacterial bed. Daily determina- 
;ions were made, from which the following averages are com- 
cuted: 


’I’ Bideal, p. 184. 
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AVERAGE ANALYSIS FROM ONE ACRE FILTER (Dibdin). 

Parts per 100,000. 


Date. 


April 7 to June 9, 

1894 

Aug. 3 to Nov. 9, 

1894 

Nov., 1894 to March, 

1895 

April 8 to April 20, 

1895 

May to Sept., 1895 . 


ab?orl%“in 


per 
day. 


4 hours. 


nitrates. 


purifi- 

cation 

by 


Gallous. 

Efflu- 

ent. 

Fil- 

trate. 

Efflu- 

ent. 

FU- 

trate. 

Efflu- 

ent. 

Fil- 

trate. 

oxygen 

ab- 

sorbed. 

500,000 

5.85 

1.23 

.593 

.138 

.182 

.340 

79 .3 

600,000 

5.18 

1 .42 

.565 

.158 

.032 

.200 

79 .6 

1,000,000 

5.87 

1 .33 

.545 

.160 

.565 

.100 

77 .5 

1,000,000 

1,000,000 

5.00 

6.62 

1.26 

0.91 

.514 

.146 

.204 

.110 

75 .4 
80 .7 


The highest efficiency reached was 83 per cent purification, 
with a million gallons daily and a shorter time of rest. The 
filter was finally worked on the system considered to be best 
at Barking, Exeter, and Sutton, namely, alternate filling, resting 
full, and emptying, with a periodical entire rest empty for com- 
plete aeration. At Barking, the filling occupied two hours, the 
standing full one hour, the emptying five hours, so that three 
cycles of eight hours were completed each day. From 10 p.m. 
on Saturday, tUl 6 a.m. on Monday, the filter rested empty, 
making a period of 32 hours each week. 

The following data are from the reports of the Massachusetts 
State Board of Health, and were obtained from small experi- 
mental filters: 

1898. Two contact beds arranged in sequence, the first being 
filled two feet deep with crushed cinders, and the second with 
two feet of coke. Quantity applied was 685,000 gallons per 
acre for first bed, and 565,000 gallons per acre for second bed. 
(This required a quantity of filtering material in each bed 
approximately equal in bulk to the daily flow of the sewage.) 



96 


TREATMENT OF SEWAGE 


Parts per 100,000. 


Filter 107. Filter 108. 


Free ammonia . . . 
Albuminoid ammonia 

Chlorine 

Nitrates 

Nitrites 

Oxygen consumed 
Bacteria per c. c. . . 


1 .61 
21 
5.7 
.45 
.02 
1 .3 

371,000 


.81 

.12 

5.4 

.93 

.02 

.86 

203,700 


1899. The same beds, worked at the rate of 726,000 gallons 
per acre per day upon No. 107: 


Filter 107. Filter 108. 


Free ammonia . . . 
Albuminoid ammonia 

Chlorine 

Nitrates 

Nitrites 

Oxygen consumed 
Bacteria per c. c. . . 


1.62 

.23 

6.55 

.66 

.03 

1.83 

503,300 


.521 
.119 
6.17 
1 .54 
.0057 
1.01 
228,800 


Two fillings per day in 1898, and three fillings per day in 1899, 
were required to apply these quantities. 

A contact filter five feet deep, of screened cinders, filled once 
a day, worked at the rate of 560,000 gallons per acre per day. 
The voids fell from 55 per cent to 43 per cent in the first two 
months, and remained practically constant for two years follow- 
ing. It was found that oxidation of sewage ceased within two 
or three hours after the bed was filled. 

Contact filter No. 103, filled five feet deep with coke, filled 
once a day, working at a rate of 620,000 gallons per day, gave 
the following results in parts per 100,000: 
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Temperature^ . . . . 
Free ammonia . . . 
Albuminoid ammonia 

Chlorine 

Nitrates 

Nitrites 

Oxygen consumed 
Bacteria per c. c. . . 


56 degrees 
.43 
.07 
8.85 
2.67 
.0086 
.63 

94,500 


From these instances it is readily seen that with single contact 
systems it is quite practicable to turn out a fair effluent, using 
for the works only about one tenth as much land area as is 
required for ordinary intermittent sand filtration. Where beds 
must be prepared of material brought from a distance, the con- 
tact bed is unquestionably cheaper than the sand filter. Where 
repeated contacts of shorter duration are employed, the advan- 
tage may be much greater. 
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AUTOMATIC DISCHARGING DEVICES 

As most of the automatic appliances for controlling the opera- 
tion of contact beds are patented, their construction can per- 
haps best be presented by citing interesting patents granted for 
such devices in recent years. In most cases cited no single sheet 
of drawings given in the patent is sufficient to illustrate the 
device, and consequently no illustration is reproduced herein. 
This review by no means covers aU patents granted, but selects 
such as will illustrate the subject, or be of general interest to 
one desiring to study this matter further. Most of the devices 
referred to are well known to those interested in sewage purifi- 
cation engineering. 

Patent No. 625,605, issued May 23, 1899, to 6. E. Ridgway, 
applies to a device for a controlling valve for distributing liquid 
in turn to a number of beds. The devices shown cannot well 
be illustrated in a single drawing taken from one of the eight 
sheets attached to the patent. Claim 6 is typical. It is as 
follows : 

“ An apparatus for distributing liquids, having a tank, a 
number of siphons in said tank connecting the tank with 
different outlets, means for successively opening communication 
between the tank and the successive siphons upon the rise and 
fall of the liquid in the tank, substantially as described.” 

Patent No. 645,160, issued March 13, 1900, to F. A. Barbour, 
of Brockton, Mass., assignor of one half to Frank H. Snow, is 
for the same purpose as the patent just cited. Contrast the 
following claim with that just given: 

“ In an apparatus for applying sewage or other impure liquids 
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to purification beds, the combination of a distributing tank 
which receives the raw sewage, an automatic siphon leading 
from said tank, a plurality of' distribution passages leading to 
several beds, a single gate which controls said passages, and 
apparatus actuated by the rise and fall of the liquid in the tank 
to operate said gate so as to open said passages one at a time 
and close all the others, substantially as described.” 

Patents Nos. 634,424, 634,425, 634,426, 634,427, and 
634,428, to Cameron, Commin and Martin, all apply to 
devices for filling and discharging contact beds used in con- 
nection with the Cameron septic tanks. They consist of auto- 
matic valves operated in sequence by the rising and the falling 
of water in the tanks. The following claims are selected for 
their descriptive value: 

“ The combination of a plurality of receptacles, and auto- 
matic means actuated by the overflow from said receptacles 
for controlling the supply and discharge thereof.” 

“ The combination of a plurality of receptacles, valves for 
controlling the supply and discharge of each receptacle, separate 
buckets for actuating said valves, the bucket which controls 
the supply receiving the overflow from another receptacle, and 
the bucket which controls the discharge being filled by the 
overflow from the receptacle which it discharges.” 

“ The combination of a receptacle for containing liquid pro- 
vided with a discharge orifice, a valve for closing said orifice 
adapted to be opened by the pressure of the liquid m said recep- 
tacle when said liquid rises to the desired height, and a means 
for holding said valve in open position until all the liquid therein 
has been discharged.” 

“ The combination of a receptacle whose contents it is desired 
to discharge at two or more levels, of two or more valves for 
discharging such contents at the desired levels, which valves 
are successively opened by the action of the discharging appa- 
ratus, substantially as specified.” 
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Patent No. 648,325, issued April 24, 1900, to S. H. Adams, 
of Harrogate, England, applies to an apparatus for automatic 
filling and discharging filter beds. 
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object as the previous patent of Mr. Snow, although the mech- 
anism is different. 

Patent No. 682,480, issued September 10, 1901, to J. L. A. 
Meyssonnier, is shown in Fig. 17, chiefly because it shows one 
of the several kinds of automatic valves by which tanks may 
be discharged where the liquid in them reaches a certain level. 
Difficulty is encountered in all apparatus of this kind in 
obtaining satisfactory closure of the valve as well as from 
clogging of moving parts. 

Patents No. 686,913, issued November 19, 1901, and No. 
703,090, issued June 24, 1902, to W. S. Shields, of Evanston, 
111., claim methods of operating valves in sequence. 

Patent No. 733,746, issued July 14, 1903, to T. H. Ramsden, 
of Bramhope, near Leeds, England, applied to another arrange- 
ment of operating valves in sequence. 

The Miller timing siphons are of considerable interest. 
There are a number of forms covered by various patents, among 
which are No. 702,066, No. 727,990 (Reissue No. 12,226), No. 
727,991, and others of later date. Figure 18 illustrates one 
of the most improved types. The essential parts are: A main 
discharging siphon, of the type of the simple Miller flushing 
siphons; an air-sealuig trap connected thereto, to determine 
the depth at which the siphon becomes sealed as the receptacle 
containing it is filled, and of sufficient length on the inside to 
insure that the siphon wiU not take air until the discharge is 
complete; an automatic blow-off valve to release the air en- 
trapped in the siphon, started into operation by an auxiliary 
pipe connected to a bell in an adjacent pit; a siphon connection 
for discharging the pit containing the auxiliary bell ; and a regu- 
lating cock for filling that pit slowly from the pit containing the 
principal siphon. It is essential to the proper operation of this 
device that all of the traps and pipes shall be of proper length 
(neither longer nor shorter will answer) and set at the proper 
elevations. It is also necessary that the water level to be dis- 
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charged shall be as contemplated when the siphon is designed. 
This condition is sometimes difficult to secure in all contact 
beds, but when it is secured these siphons are quite reliable. 



SECTION THROUGH A-B 
Fig. 18. Tiining siphon of S. J. Miller. 


Patent No. 709,233, issued September 16, 1902, to S. J. 
Miller, applies to a siphon arrangement for discharging liquid 




Fig. 19. Dosing siphons of S. J. Miller, 1902. 


purpose. This is a very meritorious device. The first two 
claims are as follows: 

“ 1. The combination with a liquid tank or receptacle, of a 
series of trapped siphons for emptying the same, and means 
operating at the time of the flow of one of the siphons for refill- 
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“ 2. A combination with a liquid tank or receptacle, of a 
series of trapped siphons for emptying the same, and means 
operating at the time of the flow of one of the siphons for 
refilling from the liquid in said tank which has not passed into 
the operating siphon, the trap or traps of the siphon or siphons 
of the series with the exception of the trap of the siphon next 
to be brought into operation.” 

This device, as that illustrated in Patent No. 709,233, has the 
effect of requiring the use of whatever head is employed in the 
dosing tank, but in cases where this head is available, the 
apparatus wUl be found exceedingly satisfactory. 

Patent No. 749,825, issued June 19, 1904, to A. Priestman, 
is another arrangement for distributing liquid in sequence to 
contact beds. Mr. Priestman’s device does not require the use 
of a dosing tank, but it is not adapted for filling beds with great 
rapidity, being intended to operate at the same rate as the 
sewage flows into the septic tank. Where the number of con- 
tact beds to be used in sequence is sufficiently great and the 
fall available is small, this device is excellent. It resembles the 
Adams devices in principle. 

Patent No. 754,730, issued March 15, 1904, to Williams and 
Whitman, of New York, is shown in Fig. 20. This device 
is interesting, as it contains no valves to set, and as it requires 
the sacrifice of very little head. It is applicable to beds that 
are intended to be filled at the rate at which sewage enters the 
septic tank, and is not adapted for sudden flushing or dosing. 

Patent No. 760,770, issued May 24, 1902, to M. J. Adams, 
is of the same order as the Miller siphon for discharging beds 
in series. It is shown in Fig. 21. Its claims are important, 
as they are very broad, and two are here given: 

“ 1. The combination with a liquid tank or receptacle, of at 
least three sealed siphons for emptying the same, and means 
acting during the flow of one siphon for strengthening the seal 
of another siphon of the series.” 




Fig. 21. Dosing siphon of M. J. Adams, 1904. 


from the liquid in said tank, with the exception of the trap of 
the siphon next to be brought into operation.” 

Patent No. 764,699, to J. W. Alvord, is another device for 
operating valves in succession. 

Patent No. 770,287, issued September ‘20, 1904, to Harvey 
and Bruce, applies to a tilting arrangement not wholly unlike 
that of Wffliams and Whitman, but operated by a different 
means. 

Patent No. 790,520, to W. A. Moore, applies to an alter- 
nating device operated by a float and a heavy weight. 





108 


TREATMENT OE SEWAGE 


Patent No. 796,672, issued October 8, 1905, to A. Priestman, 
is an improvement on tbe device previously patented by this 
inventor. 

Patent No. 807,267, issued December 12, 1905, to R. Harvey, 
is a device for similar purposes containing valves, siphons, and 
levers. 

From the foregoing review it is apparent that three kinds 
of devices for controUing the flow from filter beds have been 
employed, namely: 

1. Automatic valves operated by floats, levers, and other 
mechanical contrivances. 

2. Tilting or rocking channels operated by the weight of the 
liquid or by floats. 

3. Siphons set in operation by pneumatic or hydraulic 
pressures. 

Siphons for these purposes are of such importance that a 
brief statement of the principles governing them will be made 
here, although this statement involves a description of some 
apparatus more useful for flushing sewers than for controlling 
filter beds. Fig. 22 shows the principles upon which a simple 
siphon must be constructed in order that it may operate inter- 
mittently. This illustration is taken from the drawing of 
Patent No. 262,860, issued August 15, 1882, to Vibbard and 
Chandler. It will be noted that the one end of the siphon at 
which the liquid discharges is submerged a very slight distance 
below the level of the liquid in the discharge basin, the other 
end of the siphon being in the receptacle to be discharged. As 
this receptacle is filled, air is forced up one siphon limb and 
down the other, bubbling up through the water in the discharge 
pool. The end of the discharge limb is submerged very little 
in order that when the water rises high enough to overflow 
within the siphon it may carry out with it the air remainmg m 
that limb, thus causing the siphon to fill completely with water 
and to run full continuously until air enters at the receiving 
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end. Obviously such a siphon will not be reliable if the quan- 
tity of water flowing into it is too small to carry out the air 
with certainty whenever the proper level is reached. 
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overcome. Mr. Waring employs a funnel-shaped apron to pre- 
vent the water from running down along the sides of the dischargt 
limb and to cause it to fall to a point marked K on the Hiagram 



Fig. 24. Siphon by A. Rosewater, 1886. 


thus carrying with it the air from limb A causmg the siphon 
to discharge. Other auxiliaries intended to make the device 
more sensitive are shown in the drawing. 
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Figure 24 shows another device for the same purpose. It is 
taken from Patent No. 343,853, issued June 15, 1886, to A. Rose- 
water. In this device the water entering the receptacle to be 
discharged by the siphon is supposed to come from a source pro- 
ducing considerable pressure, and this pressure is utilized to 



Fig. 26. Blow-off siphon by J. W. Beny, 1900. 

withdraw the air from the siphon whenever the receptacle has 
been filled to a predetermined height. 
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Variations of designs operating upon these principles have 
been exceedingly numerous. The chief dfficulty has been in 
securing the operation of the siphon when the rate of flow into 
the tank to be discharged is very small as compared with the 
rate at which the siphon is intended to discharge. This diffi- 
culty is avoided almost completely in siphons containing an 
automatic blow-off such as described m Patent No. 658,751, 
dated October 2, 1900, to James W. Berry, as shown in Fig. 25. 
This siphon operates as follows: 

Starting with the tank empty and the trap full as shown in the 
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air in that bell downward in the pipe marked 10, causing the 
liquid therein to be pressed downward until it arrives at 
the level indicated by the letter b. At this point air enters 
the small trap with sufficient pressure to force the liquid in that 
trap to the discharging pipe; and as soon as the liquid is expelled 



Fig. 27. Rhodes-Williams blow-off siphon. 


the air in the pipe 10 escapes, allowing the entire siphon to fill 
with water and to discharge rapidly. 

This same principle of automatic blow-off is employed in the 
Rhodes-Miller, shown in Fig. 26; Rhodes-Williams, shown in 
Fig. 27; the later designs of timing siphons of Mr. Miller, and 
m some of the Adams automatic dosing siphons. 
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In the automatic blow-out siphons the air is expelled through 

an auxiliary 
siphon, of less 
height than the 
main siphon, 
and of section 
so small that air 
bubbles cannot 
pass through it 
without causing 
it to blow out. 
Another method 
of withdrawing 
the air from the 
main siphon, 
devised by the 
writer, is illus- 
trated in Fig. 
28; taken from 
Patent No. 
830,028, issued 
Sept. 4, 1906. 
In this device 
an ejector oper- 
ated by water is 
employed, either 
to expel the air 
from the siphon, 
against a small 
pressure of 
water, or to 
suck the air into 
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Fig. 28. Discharging siphon of W. M. Venable, 1906. 


an auxiliary chamber by withdrawing the water therefrom. 
Rapid filling of a pit containing a siphon sometimes prevents 
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the latter from taking all of the air necessary for its proper 
operation. This trouble is especially likely to occur with 
siphons placed in pits slightly lower than the level of contact 
beds which they discharge. It may be overcome by placing a 
small hole in the siphon inlet pipe slightly above its mouth, so 
that the hole still continues to take air after the mouth of the 
pipe has been sealed by water. 

To design a siphon to meet particular conditions is difficult. 
To make such a design the engineer should know accurately 





Eig. 29. Miller’s “ Automatic ” siphon. 


the head at which the siphon is to operate, the total head to be 
discharged, the quantity to be discharged, and the time to be 
taken to make the discharge. The writer has had a great deal 
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of labor thrust upon him in remedying defects in the operation 
of siphons in sewage purification works, which defects arose 
entirely from the siphons having been set at improper eleva- 
tions and the water levels in the beds having failed to conform 
to the levels furnished the engineer who designed the siphons. 
There is probably nothing more annoying to one in charge of 
operating a sewage works than having automatic liquid-con- 
trolling devices arranged with too narrow a margin of safety 
for their reliable operation. 

All auxiliary devices for insuring the discharging of siphons, 
such as sniff holes, blow-off pipes and jets, are likely to become 
clogged if the liquid contains solid matter in suspension, or 
slime or grease capable of being deposited within such devices. 
It is possible to design simple siphons that will be reasonably 
reliable; but all siphons used in sewage works require occasional 
inspection and attention, especially cleaning, to keep them in 
regular operation. Whenever, for any cause, a part of the air 
entrapped in the siphon is expelled, or leaks out, or the neces- 
sary quantity is not drawn into the siphon after any discharge, 
the siphon, instead of discharging full, permits a smaller stream 
to pass, and eventually acts merely as an outlet for the liquid 
at the same rate of flow as the inflow; in other words, it is of 
no service at all. 

Of simple siphons, Mr. Miller’s patented design is perhaps the 
most generally known, and is one of the most reliable. It is 
shown in Fig. 29. A simple S trap, open at both ends, will 
work equally as well if the limbs are properly proportioned as 
to length, and the discharge end is unconfined. Such siphons 
usually fail from not taking air enough after full discharge has 
ceased. Sniff holes prevent this, if kept open. 
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PERCOLATING FILTERS 

Bt the term “ percolating filters ” the writer designates all 
of those aeration filters upon the top surface of which the 
liquid is distributed with uniformity and through which it 
seeps downward to the bottom where it is collected and con- 
veyed away. The supply of liquid to such filters may be either 
continuous or intermittent. If it is continuous, it must be 
applied in the form of a spray or a shower. If it is inter- 
mittent, it may be applied in a spray or a shower, or of a dose 
sufficiently large to flood the top of the filter. 

A percolating filter differs from a contact filter in two essen- 
tials: First, that the liquid is not allowed to accumulate in the 
filter, but is constantly in motion from the time it is distributed 
over the top until it is collected at the bottom and conveyed 
away; and second, that the filter is aerated while the liquid is 
passing through it. 

In a contact bed it is manifestly impossible to maintain the 
process of oxidation of the sewage at a uniform rate, because, 
soon after each filling of the bed, the available oxygen is con- 
sumed. It has been shown in the preceding chapter how the 
efficiency of a contact bed system may be increased by shorten- 
ing the period of contact and introducing a number of beds in 
sequence; but the system remains essentially intermittent in 
supply both of sewage and of air. 

In a percolating filter, however, the aeration of the bed is 
continuous, and the supply of sewage may be either continuous 
or intermittent. Percolating filters differ in the m a nn er in 
which aeration and liquid application are effected. 

117 
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If the aeration is at all times sufficient (but not excessive), 
so as to maintain the bed in the highest degree of efficiency, the 
daily amount of sewage that can be purified adequately by 
passing through the bed will depend upon the method of 
application. 

If sewage is applied continuously, in a fine shower over the 
entire surface of the bed, more can be purified per day than if 
the application is intermittent, for by means of steady applica- 
tion of liquid the particles of filtering material become uni- 
formly coated with liquid seeping toward the bottom. The 
thinner the films of liquid covering the filtering material, the 
more perfect the aeration and the longer the sewage in passing 
through the bed. 

But continuous application of sewage in minute quantities 
over a large area and with uniformity is much more difficult 
than intermittent application of larger quantities at intervals. 
Consequently frequent application of small doses of liquid upon 
portions of a filter is more common than continuous applica- 
tion over the entire surface of the filter, where the liquid is 
applied by sprinklers. 

We may classify percolating filters, for purposes of descrip- 
tion, according to the methods adopted for distributing the 
liquid over them, as follows: 

1. Filters built up of one or more layers of coarse material 
covered with finer material upon which the sewage is introduced; 
the fine material serving to distribute the liquid so as to allow 
it to percolate slowly down through the coarser. 

The difficulties to be overcome in this system are (1) aeration 
of the lower layers of the filter; (2) prevention of clogging of 
the fime layers; (3) prevention of too rapid percolation through 
the fine layers. These may be overcome to a certain extent in 
several ways, some of which are described in connection with 
descriptions of patents to Mr. Sidney Richard Lowcock and to 
the writer. 
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2. Filters of coarse material only, upon which the liquid is 
applied continuously in drops. The greatest difficulty in this 



Fig. 30. Lowcock’s aerated filter, 1894. 


system is due to clogging or to freezing of the dripping device. 
Stoddart’s patent illustrates this type* 

3. Filters of coarse material upon which the liquid is applied 
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continuously through moving distributors, so that the shower 
is constantly shifted from one portion of the bed to another. 
Such filters are usually of a circular plan, and the distributor is 
carried on a radial arm. 

4, Filters of coarse material upon which the liquid is applied 
at frequent intervals in showers or sprays caused by ejecting it 
from nozzles. The best known system of this kind is the 
“ Chesterfield.” 

Illustrations of these various systems will be taken, as before, 
from American patents. 

Patent No. 530,784, issued December 11, 1894, to Sidney 
Richard Lowcock, has received considerable exploitation in 
Great Britain, although the writer knows of no installations 
avowedly under the patent in the United States. 

The principle of Mr. Lowcock’s patent is illustrated ip 
Fig. 30. 

The specification states: “The action of the filter is as 
follows: The liquid to be purified is applied to the surface of 
the filter at A. Air or oxygen is forced into the body of the 
filter through the perforations in the pipes J, J embedded in a 
layer of gravel or stones E, and the said air or oxygen is distrib- 
uted through the whole material of the filter. The downward 
flow of the filter is retarded in the upper portion of the filter by 
the fine material of which the said upper portion is made and 
by the pressure of the injected air, and the flow of the liquid is 
accelerated in the lower portion of the filter by gravity and by 
the pressure of the injected air. The uppermost layer or layers 
of the filtering material are charged With the liquid, which passes 
slowly downward from them in thin films over and between 
the coarser grains of the material forming the lower and prin- 
cipal part of the filter. The interstices in the lower part of the 
filter being larger than those in the upper part, the said inter- 
stices are not filled mth the liquid, which runs over the grains 
or particles of the filtering material leaving the said interstices 
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SO far unoccupied by liquid as to permit of the free circulation 
in the filtering material of the introduced air or oxygen. By 
this division of the liquid its absorbing surface is enormously 
increased, and the liquid becomes rapidly charged with the air 
or oxygen to which it is exposed. 

“The pressure at which the air or oxygen is introduced into 
the filter must be below that at which the filtering material 
would be disturbed and blow-holes formed. I have found that 
a pressure equal to a head of three inches of water in a filter 
having a total depth of three feet and in which the air or oxygen 
is supplied at a depth of eighteen inches from the surface of the 
filter, answers well in practice.” 

The claim is as follows: 

“ The herein described apparatus for the filtration and aera- 
tion of liquids, the same consisting of alternate layers of finp; 
and coarse filtering material, perforated air-conveying pipes 
located in a layer of coarse filtering material and connected 
with a main air pipe through which a continuous current of air 
or oxygen may be forced under pressure into said perforated 
drain pipes located at the bottom of the filter in a layer of coarse 
material, and a main drain connected with said pipes below the 
level of the bottom of the filter, substantially as specified.” 

RESULTS SECURED WITH LOWCOCK FILTERS AT MALVERN, 
ENGLAND, OCTOBER 8, 1895. 

Tank effluent Effluent from Percentage of 
applied to filter. filter. reduction. 


Free ammonia 4 .00 1 .20 70 

Albuminoid ammonia ... 0 .35 0 .07 80 

Oxygen consumed .... 1 .70 0 .40 77 

CMorine 20 .00 24 .00 

Nitrogen as Nitrites and Ni- 
trates traces 2 .68 .... 


In this patent of Mr. Lowcock it is of interest to note that the 
air supplied is introduced under pressure. It escapes below, 
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with the effluent. The depth of seal, fixing the pressure of the 
air in the bed, is therefore of great importance. 

“ The percentages of reduction are calculated on the tank 
effluent; if calculated on the sewage, the results of the whole 
treatment, tfl.nk and filter, would be a reduction of considerably 
over 90 per cent.” 

“ In the Lowcock filters constructed at Tipton in 1896, the 
sewage had also been preliminarily treated with lime and 
alumino-ferric in precipitating tanks. The filters were feet 
deep, with a bottom of coarse coke, a body of coke breeze, and 
a top layer of fine broken limestone and sand. The outlets of 
the filters are always open, and during the supply of clarified 
effluent for twelve hours daily, air is forced in at a pressure of 
one half inch of water. Since August, 1898, the rate of flow 
has been at the rate of 240 gallons per square yard per day. 
The analyses given as an average on nine months are: 

PARTS PER 100,000. 



Solids. 



Ammonia. 

Oxygen 

absorp- 

tion. 


Effluent. 

In solu- In sns- 
tion. pension. 

Total. 

Chlorine. 

Free. 

Albumi- 

noid. 

Nitric. 

N 

Tank . 
Filter . 

82 .7 1 .6 

80 .7 1 .4 

84.3 

82,1 

10 .2 

10 .0 

1 .25 
0.27 

0 23 
0.05 

0.77 

0.22 

Nil. 

0.74 


thus showing a purification of the tank effluent of 75.7 per 
cent calculated on the organic ammonia, and 68.5 per cent on 
the oxygen absorbed; if calculated on the raw sewage, these 
percentages would work out at over 95 per cent.” * 

Patent No. 607,426, to W. M. Ducat, next demands our 
attention. The principle of this filter is shown in Fig. 31. 
The liquid is distributed over the bed uniformly and seeps 
downward through the mass of filtering material, which is 
arranged in layers with drain pipes at different elevations. 

* Rideal, pp. 212, 213. 
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The principal feature of this invention is the construction of 
the walls of the filter of drain tiles set at an angle inclining 
slightly inward, so that although the sides of the filter beds are 
perpendicular, they are open to air at any point. 

As with the Lowcock filter, the writer knows of no installation 
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SUTTON SYSTEM* 

Parts per 100,000. 



Cl. 

Oxygen 
ab- 
sorbed 
in four 
hours. 

N as 
nitrites. 

N as 
ni- 
trates. 

Free 

NH 3 . 

Albu- 

minoid 

NH3. 

Sus- 

pended 

matter. 

Eesidue 
on microi 
filter 
milU- 
metres 
per litre. 

Crude sewage 

12.8 

6.49 

.021 

None 

12.53 

1 .13 

85 .76 

3000 

Tank effluent 

12 .8 

3.06 

.301 

.751 

3.85 

0.60 

5.1 

213 

Filtrate from 
coke breeze 

*12.8 

1 .19 

.087 

1.99 

1.25 

0.316 

1 .35 

23 


“ The average results in his table I have calculated, for the 
purpose of comparison, to a uniform chlorine content of 12.84 
parts, which is the average given for the Sutton crude sewage.” 

DUCAT FILTERS AT HENDON.f 


Oxygen 

absoroed. 


Free Albuminoid Oxidized 
ammonia. ammonia. nitrogen. 


Sewage, Oct. 14, 1898 .... 14.72 8.7 1.6 

Filter effluent, do 0 .78 0 .3 0 .094 .477 


Patent No. 624,985, issued to W. D. Scott-Moncrieff, has been 
referred to and illustrated in a previous chapter. (See Fig. 
12.) It is of peculiar interest in this connection because it 
represents an attempt to divide the process of aeration into a 
large number of successive steps and thereby to accomplish 
complete aeration with the least possible amount of filtering 
material. Strictly speaking, this invention represents a very 
large number of very shallow percolating filters, which are 
arranged one above the other so that the liquid may drip from 
one to the other. The supply is rendered intermittent by dosing 
tanks arranged to dip and discharge their contents each time 
they become filled to a certain height. 

Dr. Rideal gives the following as the results of his analysis of 
* Eideal, p. 190. f Eideal, p. 216. 
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sewage and eflEluents in the Scott-Moncrieff system at Caterham 
Barracks, England:* 



Raw 

Tank 

Finlslied 


sewage. 

effluent. 

effluent. 

Chlorine 

. . . 15.1 

14 .1 

13 .3 

0 consumed 

. . . 14.97 

9.25 

. 2.71 

Nitrous nitrogen 

. . . trace 

trace 

0.346 

Nitric nitrogen 



9.0 

Organic nitrogen 

! ; ! 4.6 

2.7 

0.67 

Ammoniacal nitrogen .... 

. . . 13.2 

14 .9 

5.0 

Total nitrogen 

. . . 17.2 

17 .6 

15.02 


The percentage purification was: 


Oxygen Organic 

consumed. nitrogen. 


Raw sewage to tank effluent . 
Raw sewage to finished effluent 


40 32 .5 

82 83 


The extreme strength of the sewage is to be noted. 

Patent Nos. 800,187 and 808,411 issued to the writer illustrate 
means for aerating deep percolating filters or combinations of 
percolating filters with contact beds; the one actuated by the 
weight of a dose of liquid, and the other operated by an induced 
draught. These are illustrated. in Fig. 32 and Fig. 33. The 
filter beds at Fort Des Moines, Iowa, are operated under the 
system shown in Fig. 32, although these beds are not as deep 
as the writer would prefer to build beds vmder this system, 
or composed of material of the most desirable degree of fineness. 
They have been adapted from another design, as will be explained 
in a later chapter. The following claim is sufficient to explain 
the system: 

“ In a device for aerating polluted liquids, a bed of suitable 
material for receiving the liquid and adapted to allow it to 

* Rideal, p. 261. 
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percolate downward; means for distributing liquid in the upper 
portion of the bed in sudden doses to fill the interstices in the 
filtermg material in said portion and to entrap the air beneath; 



Fig .2 



Fig. 32. Venable^s “ breathing ” percolating filter, 1905. 


in combination with channels arranged throughout the bed 
in sets at different elevations, all channels having openings into 
the bed, and each set provided 'with one or more separate pass- 
ages to the outer air, through which foul air entrapped beneath 
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the dose may be expelled, and fresh air drawn in after the passage 
of the dose.” 

In practice the writer finds it advantageous to construct the 




various channels shown in the diagram as drain tile with open 
joints in layers of very coarse gravel or broken stone. 

The other arrangement shown in Fig. 33 is adapted to 
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draw air by artificial draught through different layers of the 
bed for the sake of purifying them, by which the bed becomes 
divided into different zones, somewhat as in the case of the 
Scott-Moncrieff arrangement. It is important in operating a 
bed of this character that the amount of air drawn through 
sh fl.n be in some proportion to the amount of oxygen that is 
actually required for the aeration. A quantity of air several 
times as great as required is not harmful, but if this quantity 
of air is many times that required, the bed has a tendency to 
become clogged. The foUowing claim indicates the scope of 
this invention: 

“ In a liquid a&ating device a bed of\material adapted to 
receive the liquid and to allow it to percolate downward, means 
for distributing the liquid in the upper portion of the bed and 
means for withdrawing the liquid from the lower portion of the 
bed, in combination with sets of channels embedded in the bed 
at different elevations and provided with openings into the. 
bed, alternate sets connected to fresh-air inlets and the other 
sets to an exhaust or draught that operates continually, drawing 
air through the material composing the bed between the sets 
of channels.” 

The dosing siphon is perhaps the simplest and most reliable 
device for charging filter beds. But to obtain best results with 
doses applied to the filters just described, the beds should be 
deep, the filter material fine, and the doses small and suddenly 
applied. 

In those cases where the beds are designed to have the charge 
of liquid communicated to them in doses, automatic siphons 
and valves, such as have already been described, may be em- 
ployed ; but wherever the liquid is to be applied in a shower or 
showers, suitable devices of a different kind are required, of 
which many have been invented. 

The Stoddart distributor is illustrated in Fig. 34. It con- 
sists of a set of troughs, with notches to permit liquid to 
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escape at intervals, and drip pegs on the under side, together 
with necessary supply channels. A device of this character 
requires very accurate setting and careful attention to see that 
the notches do not become clogged. To operate this system, 
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Fig. 34. Stoddart distiibutor, 1899. 

it is necessary that the rate of flow of the sewage into the trough 
be fairly constant. The writer does not know of any installa- 
tions of the Stoddart distributor in the United States, although 
there may be such. 

There have been a number of designs for distributors to be 
mounted above the bed of circular form, and to revolve so as 
to distribute the sewage from arms placed radially. Such a 
system is shown in Fig. 35, which is taken from Patent No. 
678,979, issued to G. E. Ridgway. 

The Scott-Moncrieff distributor, shown in Pig. 36, is de- 
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scribed in Patent No. 710,525. It consists of a distributing 
channel extending diametrically across a circular bed, the ends 




of the channel being mounted on a track, and the center upon a 
small turntable. 

Of the percolating filters to which the liquid is applied with 
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Fig. 36. Radial distributor of Scott-Moncrieff, 1902. 


jets or sprays, those at Chesterfield, England, have been most 
frequently described, and are the best known. In these the 
sewage is ejected through numerous small nozzles, each jet 
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striking a strip of spring metal, and being thereby reduced to a 
spray. As the metal vibrates, the spray is well distributed. 
The jets operate intermittently, by air pressure applied to the 
sewage in a closed tank. 

Another type of spraying jet is used at the works recently 
constructed at Columbus, Ohio. There the jets are caused to 
spread by striking cones which are set with their axes in the 
center of the jets, while the distance that the spray falls from 
the center of the jets is varied by varying the pressure. 

Percolating filters when designed properly and operated 
under careful supervision are undoubtedly far more economical 
than other styles of filters used in sewage purification, but they 
require a greater amount of skill and a greater amount of watch- 
fulness than are necessary with some other systems. The cost 
of land in the vicinity of large cities is so great that it is impor- 
tant to have the purification system occupy as small an area as 
practicable, while on the other hand every large city should be 
able to have the purification works constantly under the super- 
vision of experts. 

The amount of sewage that can be purified per cubic yard of 
filtering material in a percolating filter varies with conditions. 
In large installations operated under careful control it is 
undoubtedly practicable to treat much larger quantities per 
cubic yard of filter than in small installations incapable of 
adjustment; and where percolating filters are designed for 
small co m m u nities they should be much larger than the mini- 
mum theoretically required. In every case of a large city, the 
proportioning of the beds should be made as the result of experi- 
mental treatment of a portion of the sewage to be handled, in 
filters composed of the same material that it is proposed to use 
in the complete installation. In general, however, it may be 
stated that the quantity of ordinary domestic sewage that can 
be treated successfully in percolating filters varies from 1,000,000 
gallons to 1,500,000 gallons per acre per day, — which requires 
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an acre of filter beds for from 10,000 to 20,000 persons. Bates 
of filtration twice as great as this are claimed in some cases. 

The following table compiled by Mr. George W. FuHer,* from 
reports of the Massachusetts State Board of Health, gives the 
performance of experimental percolatmg filters at Lawrence, 
Mass. These filters, and the method upon which they were 
worked, do not represent the best practice for percolating filters 
at the present time. 

* Transactions Am. Soc. C. E., International Engineering Congress, 1904, 
Vol. LIV, Part E, p. 192, 



TABLE 18.— SUMMARY SHOWING AVERAGE LAWRENCE DATA REGARDING RATE OE FILTRATION 
AND EFFICIENCY OF INTERMITTENT CONTINUOUS FILTERS. 
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* Depth of material reduced>in June, 



CHAPTER IX 


SUMMARY OF ENGIREERIRG PRINCIPLES REGARDING THE 
DESIGN OF SEWAGE PURIFICATION WORKS 

1. Chemical Analysis of Sewage. Sewage is of such varying 
character that it is impossible to formulate any single rule 
for its treatment for the removal of sludge and of chemical 
substances injurious to bacterial action before the bacterial 
treatment proper is begun. Therefore the first thing to be 
done in the case of municipal sewage is to determme the 
character of the sewage by chemical analysis. This analysis 
should show not only the amount of organic matter to be dealt 
with, but the quantity and nature of inorganic matter, such 
as iron, sulphur, lime, etc., which occur in all sewage to some 
extent, as well as products derived from various manufacturing 
and industrial establishments. The hardness or softness of the 
original water supply, and the proportion of sediment contained 
therein, are also important, as sediment originally contained in 
the water must find its way to the sewage purification works, 
and must be disposed of there. 

2. Inspection of the Sewerage System. Often it will be foimd 
that a given system of sewers receives sewage for the most part 
of comparatively uniform character, easily treated by bacterial 
methods, and that there are only a small number of establish- 
ments that discharge into it injurious substances. Gas-works, 
tanneries, laundries, dye-houses, refineries of various kinds, 
garbage reduction plants and chemical industries, are among 
the institutions that are likely to discharge injurious substances 
into the sewage. Where these are few in number it will often 
be foimd feasible to dispose of their wastes by separate treat- 

134 



SUMMARY OF ENGINEERING PRINCIPLES 


135 


ment so as not to permit them to enter the sewers at all, or, if at 
all, only after their obnoxious character has been removed. This 
requires an inspection of the entire sewerage system, the analysis 
of suspicious discharges into it, and the separate chemical treat- 
ment or other provision for the injurious ones. If separate 
treatment is impossible in these cases it will be necessary to 
provide special treatment of some sort at the sewage purification 
works, before the bacterial process can be applied with the 
best results. 

3. Quantity of Organic Matter and of Water to be Treated. 
If the sewerage system is small, and known to receive nothing 
but domestic sewage, chemical analysis may not be necessary 
to an experienced engineer, who by examining the nature of 
the water supply and the physical appearance of the sewage, 
ought to be able to tell whether any particular difficulty is 
likely to be met with in the treatment. In such a case the 
engineer should proceed to determine the number of persons 
contributing to the sewage, the total quantity of water dis- 
charged intentionally into the sewers, and the volume of sewage 
to be treated daily at the works. If the volume reaching the 
works is materially greater than the water intentionally dis- 
charged into the sewer, as is often the case, the sewage has been 
diluted by ground water. In such a case either the sewer must 
be made tight, or the works larger than otherwise necessary, to 
handle the extra water. If the volume of water reaching the 
works is less than that admitted to the sewer, there is a leak in 
the sewer that must be found and remedied. Dilute sewage is 
easier to treat than concentrated sewage, but it requires larger 
works to remove the same total quantity of impurities. If 
the sewage to be treated is combined domestic sewage and street 
drainage, provision must be made to by-pass storm water. 

4. Examination of Site of Purification Works. The site of 
the purification works is to a certain extent fixed by the location 
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of the sewer. The selection of the most suitable disposal system 
depends almost entirely upon the character of this site, and the 
materials available for constructing the works. If the sewer 
outfall is located in a place exceedingly unfavorable for the 
construction of a disposal plant, it will be necessary to locate the 
disposal plant elsewhere and to connect it with the sewerage 
system by a new sewer, and with a pumping plant, if sufficient 
natural fall is not available. In the examination and selection ' 
of a site the following matters should be borne in mind: 

1 . The elevation of the land and its natural contour, for the 
construction of the works without excessive grading, and for 
the easy disposal of the effluent by gravity. 

2 . The presence or proximity of sand, gravel, and other suit- 
able materials for construction. 

3. The possibility of utilizing the purified effluent for irriga- 
tion, and the nature of the ultimate disposal of the purified 
water. 

5 . Determination of Purity to be Secured. The degree of 
purity required must be determined from local conditions, — 
chiefly the character of the stream into which the water is 
finally discharged. In many cases, however, the degree of 
purity that can be secured is limited by the money available for 
the construction of the works, which seldom exceeds the sum 
absolutely necessary to avoid nuisance and prevent claims for 
damages by parties who may be obliged to use the water from 
the stream into which the discharge flows. It is, however, 
possible to secure purification of any degree, from mere removal 
of suspended solids to the production of an effluent suitable for 
drinkmg. It is all a matter of cost of construction and repeti- 
tion of treatment. 

6 . Selection of Treatment to be Employed. The selection of 
a system of treatment depends upon the site and the material 
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available. It is, in all cases, a matter to be determined by the 
judgment of the engineer. In certain extreme cases the best 
general system to be adopted will be so clear to the experienced 
man that only one set of plans need be prepared, but in many 
cases it will be desirable to prepare a number of studies and to 
select the most economical after making a careful estimate of 
cost of construction and of operation. Extreme cases are: 

(а) Where the site is a level or gently sloping area of coarse 
sand, with but little loam above it, suitable for sand filtration 
without expensive preparation, sufficiently elevated to afford 
ample fall for underdrainage, of sufficient superficial area and 
not expensive to acquire, and where the climate is not more 
severe than that at Massachusetts. In this case, sand filtration, 
with preliminary straining or precipitation, is without a com- 
petitor in both first cost and cost of operation. But if sand 
has to be transported to the site, or if land is expensive to 
acquire, this system will find competitors in more elaborate 
systems requiring less area and less material for construction. 

(б) Where the site is a gently sloping area of clay soil or 
stiff loam, or of sand not suitable for sand filtration; where the 
price of land is not excessively high, and the hydraulic fall is 
ample, a system of contact beds in combination with a septic 
tank is most likely to be found cheapest to secure the required 
results. Such a system is intermediate in regard to area 
required and total volume of materials • used in construction 
between sand filtration and percolation through deep aerated 
filters. It is more likely to get out of order than the system of 
sand filtration, and less likely than the percolating filter. 

(c) Where the price of land is exceedingly high, and where 
pumping must be resorted to, to secure sufficient hydraulic fall 
for treatment, deep percolating filters with septic treatment are 
most economical. They require careful watching, and in con- 
sequence are much more likely to prove satisfactory in large 
installations under careful and constant supervision, where 
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conditions are practically constant, than in small plants that 
do not receive daily attention. 

One of these systems may be used in conjunction with another, 
often to advantage, to adapt the works to the contour of the 
ground, or to secure a very high degree of purification by 
repeating the process of aerobic action. 

Some idea as to the variation in the size of a plant required 
to treat a given volume of sewage satisfactorily by these various 
systems can be gathered from the fact that by sand filtration 
alone, under ordinary conditions, some 50,000 gallons of sewage 
may be treated per acre per day, although in poor sand only 
half this much can be handled successfully; while in a percolat- 
ing filter in perfect condition, supplied with septic effluent in 
a condition for rapid oxidation, practically under laboratory 
conditions, as much as 5,000,000 gallons per acre per day may 
be successfully handled. With 100 gallons of sewage per capita 
per day this would mean that one acre of sand filter would 
accommodate 500 persons; while with a percolating filter the 
same area would accommodate 50,000 persons, — one hundred 
times as many. In view of such facts it would seem that the 
number of places where large cities can afford to use sand filtra- 
tion systems will be found smaller from year to year, as the 
value of land increases, even where suitable land for sand filtra- 
tion is available. 

Besides these general principles governmg the selection of 
the system to be adopted and the determination of the results 
to be aimed at, there are a number of principles applicable to 
the design of the various structures and to their operation, 
which may here be summarized for convenient reference. 

7 . Sedimentation. Sedimentation must be as rapid as 
possible, to avoid its becoming complicated by septic action of 
an advanced stage, forming a sludge that will not settle, but 
escape from the tanks to the filter beds. It should take place 
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in more than one compartment in a series. It may be accom- 
panied by straining or skimming. It may be assisted by 
chemical precipitation. It must be accompanied by provision 
for frequent removal of precipitated materials and their disposal 
by other means. The time required for sedimentation varies 
with the character of the water supply. If this is very 
muddy, and the mud subsides very slowly, the time required 
will be several hours, — almost as great as in some tanks called 
septic tanks. 

8. Septic Action. Septic action must be adjusted to the 
subsequent treatment. It should be as short as possible where 
sand filtration is the next step in the process, preferably being 
mere precipitation of the heavier organic solids. For per- 
colating filters it may be longer, the desirable period varying 
from about six hours to twenty-four hours according to the 
strength and the freshness of the sewage reaching the tank. 
The best period should be determined by experiment in each 
installation wherever practicable. Where followed by treat- 
ment in contact beds septic treatment may perhaps be a little 
longer than where followed by percolation through deep filters, 
but this is not yet fully demonstrated. In each case the period 
of septic treatment must be adapted to the subsequent treat- 
ment. Where septic treatment only is used, followed by dis- 
posal by dilution in an exceedingly great volume of water, the 
septic process may be carried to an extent that would never be 
advisable if any kind of filtration were to be employed instead 
of dilution. Methods of removal of sludge from septic tanks 
should vary with the size of the system. Small systems should 
dispose of the sludge with the effluent, large systems should 
dispose of it by some method of mechanical removal. 

9. Drainage of Filter Beds Affected by Capillarity. The 
behavior of granular material in deep sand filter beds used for 
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sewage purification is a subject that seems not hitherto to have 
received the careful and systematic study that it deserves. 
What has been done in investigation in this field has been 
largely in connection with filter beds in which various sewages 
were being tested, and the object has been to determine by 
experiment, approximately the amount of purification secured 
by various arrangements, empirically selected. 

The writer has made many experiments as to the draining 
of filter beds with systems under operation, as well as witlj 
several small laboratory installations, and became convinced that 
some systematic experiments upon the standing of and the flow 
of water in gravel and sand under certain conditions, not accom- 
panied by bacterial action on a large scale, would throw light 
upon this problem. Accordingly he made a series of experi- 
ments, the results of some of which are here recorded for the 
benefit of others interested. 

The first series of facts that were ascertained bears upon the 
problem of draining filter beds, and aerating them to the bottom. 

If a concrete receptacle with a level bottom be filled with 
sand, and porous pipes be embedded in the sand, resting upon 
the bottom of the bed, those pipes cannot entirely drain the 
sand, because of the capillary action between the sand and the 
water. The head resisted by this capillary attraction varies 
with the fineness of the sand. Experiments were made to 
determine this head. 

Glass tubes, one inch in inside diameter, were fitted with corks, 
the corks being pierced, by smaller glass tubes, to allow the 
inflow of water. The smaller tubes were then temporarily 
closed, and the one-inch tubes filled with water. Then gravel 
and sand of the degrees of fineness tested were dropped in and 
allowed to settle through the water. In all cases the material 
was carefully washed before use. After the material had settled, 
the smaller tubes were opened, and inserted in a tray of water. 
The apparatus was allowed to stand over night, and the water 
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level in each of the large tubes above that in the tray was read 
in the morning. 

The conclusions derived from these and other experiments 
were as follows: 

(o) The head of water in inches, that will be supported by 
clean sand and gravel, above the normal level of water in an 
adjacent pool, varies with the coarseness of the material from 
about one quarter inch in gravel containing no particles of less 
diameter than one quarter inch, to one foot in fine, clean sand, 
such as may be used in sand filters. 

(b) It follows that drain tile embedded in sand and dis- 
charging without a trap, can only drain the material to an eleva- 
tion of from one quarter of an inch to one foot above the bottom 
of the inside of the tile, when the sand is first deposited; and 
since the growth of bacteria decreases the voids, the elevation 
to which such tile will drain the sand becomes higher as the 
bacteria are established. Therefore, in a sand filter with im- 
pervious bottom, the sand for one foot or more above the drain 
pipes is never drained so as to be aerated. 

(c) If a sand filter is underdrained, as by resting upon a foot 
or more of fine gravel, with the outlet at the bottom of the gravel, 
the sand may be made to drain completely only by preventing 
the entrance of air into the gravel. If the gravel is drained, and 
full of air at atmospheric pressure, the water level in the sand 
will be from an inch to a foot or more above the level where the 
sand rests upon the gravel. Where filters are alternately filled 
and emptied, as in contact beds, it is practicable to keep air 
from entering from below- while the beds are draining; and a 
horizontal layer of coarse sand underdrained by gravel may be 
adequately drained, while a continuous filter constructed of 
the same materials would not so drain. 

(d) "Where a surface layer of sand is used to distribute the 
liquid over a percolating filter of coarser material, it will seal and 
keep sealed the surface of the bed so as to prevent aeration 
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therethrough. The seal remains in the sand, though water does 
not show on the surface. Bacteria, surface dirt, and scum very 
greatly increase its effectiveness; and in sand filters it may 
easily become so effective that the filter is never aerated at all 
except through the drain pipes. Raking and furrowing the 
filter help to destroy or prevent this seal from forming. 

(e) Unevenness in the fineness of filtering material very 
greatly affects draining; and the deposition of any layer or 
pockets of excessively fine material in a bed, as may readily 
occur if natural material is shoveled into pits and rehandled, 
will seriously and injuriously affect the working of the bed. 

(/) Drain tile in sand, unless their upper portions are located 
above the level at which capUlary action supports the water, 
cannot be c hann els for the circulation of air into or out of a 
filter bed, as they are completely surrounded by water held in 
place by capillary attraction. 

While these conclusions may be deduced from theoretical 
premises, the writer has derived them also from independent' 
experiments and experience. 

10. Rate of Flow of Water through Clean Sand when the 
Interstices thereof are Completely Filled with the Water. Another 
series of experiments was carried out for the purpose of deter- 
mining the rate of flow of water descending vertically in sand, 
and filling all the interstices therein. The method employed 
was to fill a tube with water, and then to drop into it the material 
experimented upon, so that all air was excluded. The water 
was then adjusted to a few inches in depth above the material 
tested, and then the drain below was opened. By observing 
the rate at which the water level fell in the. large tube, the rate 
of flow was determined. The method might be improved, if 
great accuracy were aimed at; but it answered well enough 
for the rough approximations desired by the writer at the 
time. 
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The tube was then drained and the seal broken in the small 
tube at the bottom, so that air could issue freely therefrom. 
Small doses of water were then poured into the top, and the rate 
at which they descended through the sand ascertained. 

To determine the tendency of water to spread out laterally 
while descending through sand, two plates of glass were mounted 
in vertical planes a half inch apart, and the space filled with 
sand. Water was then poured upon the top edge, or surface, 
in places, and its descent against the glass observed. 

(a) The water fell with great rapidity in all cases, even 
where very fine sand was used. It descended freely at a uni- 
form rate of from a foot a minute to a foot or more per second, 
depending upon the fineness of the sand, and independent of 
the size of the dose. 

(&) There is little or no tendency for the water so descending 
to spread out laterally. It descends as a body. 

(c) The water leaves the sand moister after the passage of 
the main volume, or dose, and thus the dose becomes smaller 
as it descends, while the moisture left behind seeps more slowly 
to the bottom through the interstices which it only partially 
fiUs. 

(d) The presence of bacteria retards the passage of the dose 
considerably, and retards the drainage of the moisture left 
behind the dose very much. 

(e) When the dose is very shallow, it percolates but a short 
distance as a body before it becomes distributed by leaving 
moisture behind it so as not to fill the interstices of the sand. 
The finer the sand, the shorter is the distance before this dis- 
persion takes place. 

(f) Stratification of the filtering material seriously interferes 
with the actions described. Encountering a finer layer of 
material causes the dose to spread; but encountering a coarser 
layer does not cause it to collect rapidly into streams (unless 
the layer is very coarse and deep). 
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11. Rate of Downward Flow of Water through Clean Sand 
when the Water does not Fill the Interstices in the Sand, 
(o) When water was applied to clean sand in exceedingly 
gmall doses — about one half of an inch in depth at a time— 
and allowed to percolate a depth of several feet, it was found 
to flow through the sand more rapidly than anticipated. Ex- 
periments of applying the water slowly with a burette, in drops, 
also showed rapid seepage through the sand when the sand was 
clean. Even when applied at very slow rates, only three minutes 
were required for it to seep through to the bottom of a three-foot 
layer. Presence of bacteria undoubtedly would retard the rate 
of flow somewhat, but no experiments could conveniently be 
made with the apparatus at hand to determine to what extent. 

(b) The presence of bacteria in a filter composed of a bed of 
coarse sand or fine gravel covered by a layer of fine sand which 
is flooded with liquid, undoubtedly has an effect to secure more 
uniform distribution of the liquid percolating through the 
coarser material than is secured when the fine gravel is clean. 

The general principles stated under headings numbered 9, 
10, and 11 are applicable to all classes of filters. Some particu- 
lar application of them to the special methods of treatment in 
use will be indicated now. 

12. Application of Sewage to Filters. The application of 
the sewage must insure its percolation into or through all, or as 
much as possible, of the filtering material. 

(а) Where applied to land it can percolate only very slowly, 
and must be applied slowly. It cannot be applied slowly and 
uniformly over a large area without great labor. Consequently 
it must be applied uniformly to a smaller area. This is done by 
applying it in ditches as in irrigation. 

(б) Where applied to intermittent sand filters it must be 
spread over the entire area of the filter as imiformly as possible, 
and then allowed to percolate uniformly over the entire filter. 
If this is not done the filter will be overworked at some parts 
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and underworked at others. Consequently the filter beds 
should be of such size, in proportion to the rate of flow, that 
each bed in turn can be flooded within a comparatively short 
time, whereupon the sewage will be diverted to the next bed. 

(c) Where applied to contact beds more leeway is possible, 
because the bed is filled and emptied regardless of where the 
sewage is applied. But, as fully discussed in the chapter on 
contact beds, the method of application greatly affects the 
capacity of the bed for producing a uniform effluent. 

(d) Where applied to percolating filters the uniformity and 
rate of application of the sewage are of the utmost importance, 
for the time required for a particle of sewage to flow through 
such a bed diminishes much more rapidly than the rate of 
applying the sewage increases — perhaps as the square or a 
higher power of the rate of application. The rate at which 
sewage can be applied to a percolating filter is thus fixed by the 
hydraulic characteristics of the bed. By making the bed deeper, 
the purification secured may be increased, but the rate of appli- 
cation of sewage cannot be increased materially. By making 
the filtering material finer, the rate of application can be in- 
creased, provided the material is not so fine that aeration is 
impaired. The sewage may be applied intermittently, if the 
doses are very small and the filter is very deep. 

13. Sizes of Particles in Filter Beds. For each size of filter 
and a sewage of certain concentration there is a size of particles 
of filtering material that gives most economical and efficient 
results. But it is impossible in practice to procure materials 
of precisely the best size, or to vary the size as the concentration 
of sewage varies, except to a very limited extent. 

(a) The best size of sand to use is determined by the hydrau- 
lic principles of sand filtration. But as natural sands vary 
exceedingly, and as only natural sands are ordinarily used for 
this purpose, it is necessary to make mechanical analyses of 
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sands to determine whether they are suitable for filtration works, 
and to determine the area of beds using such sands necessary to 
treat a certain volume of sewage. The preparation of sand by 
screenmg or washing, so that it would be most suitable for use, 
whUe practicable, would be very expensive, and would make 
sand filtration works materially exceed in cost contact beds of 
the same capacity for sewage treatment. 

(b) For contact beds the best size of particles is a matter 
still under discussion; and there is much reason to believe that 
where several contact beds are used in succession the first beds 
should be of coarser material than the last, and that where very 
concentrated sewage is to be treated coarse material is necessary. 
The size of particles in single contact beds varies from one 
quarter inch to two inches in diameter, smaller sizes predomi- 
nating; and contact beds for a second treatment may have 
particles as small as one eighth or even one sixteenth inch in 
diameter, provided the preparation is such as to actually screen 
out smaller particles. 

(c) Percolating filters may be made with very coarse or very 
fine material, but those most in use are of extremely open con- 
struction, with particles averaging in size as those in rather 
coarse contact beds. 

14. Material for Filter Beds. Glacial sand and gravel, 
washed and screened, are the best materials usually available 
for filter beds in the United States. Broken crockery and hard 
burned brick are perhaps next best, but very difficult to obtain. 
Coke is much used m many places, but to be satisfactory it 
must be hard and comparatively pure. Cinders from coal that 
cannot be used to make a high grade coke, such coal as is 
mined in many parts of the United States, are very unsuitable 
because they rapidly crumble when kept constantly wet. 
Crushed stone may be used if the rock chosen is sufficiently 
hard and insoluble, and free from clay. Soft limestone is very 
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unsuitable, but very hard limestone will answer, though inferior 
to any natural gravel. 

15. ' Removal of the Effluent, (a) From land treatment 
and sand filters, when at a sufficient elevation above natural 
ground water level, effluent piping may not be necessary. 
Otherwise underdrains should be placed at a distance of several 
feet below the surface. These should have sufficient grade to 
prevent water from standing in them at any point. The deeper 
they are from the surface, the greater the distance that they 
may be placed apart. 

(&) From contact filters the liquid should be discharged 
with a rush, so as to scour the pipes clean of sediment and peaty 
deposit. The pipes should therefore be calculated to have a 
velocity of flow of some six to ten feet a second when the dis- 
charge commences. It is impracticable to discharge so rapidly 
as to have much effect toward scouring the filter itself. 

(c) From percolating filters the liquid should run freely at 
the base. If conduits are used, they should be calculated so 
as to convey away all the liquid without ever becoming full. 

16. The Aeration of Filters. Filters must be supplied with 
sufficient air to completely oxidize all of the organic matter in 
the sewage. The volume actually required is seldom in excess 
of the volume of sewage itself, but in many devices the supply 
of several times this volume is desirable. The forcing through 
a filter of a blast of air many times in excess of the maximum 
requirements has been found injurious, resulting in the forma- 
tion of an insoluble earthy substance that is difficult to remove, 
just as too extended septic action produces a sludge that is hard 
to dispose of. 

17. Pipe Sizes. Pipes in all parts of sewage purification 
works that carry sewage constantly should be calculated of 
proper size to do the work precisely as in a pipe sewer system, 
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SO that they will never rm full; but pipes on all intermittent 
lines should be calculated to run full, and ample fall should be 
allowed in the works to insure flushing. The utilization of all 
the available fall in sewage purification works is one means of 
securing best results with least expenditure. 

18. Freezing. Freezing is less likely to take place in 
systems worked at a rapid rate than those worked at a slow 
rate. Land treatment is most easily interfered with by freez- 
ing, sand filtration next, contact beds very little. Percolating 
filters are not likely to freeze when worked at rapid rates except 
when some part of the design, such as spraying devices,«exposes 
the finely divided liquid unduly before it enters the beds. If 
artificial heating is resorted to at aU, it seems preferable to heat 
the sewage rather than to heat the air. Freezing of filter beds 
is due to exposure of much surface to cold air, not to heat given 
up to air absorbed in the process of purification, which is very 
slight even in zero weather. 

19. Maintenance and Operation. The operation of any 
system of sewage purification requires some mtelligent super- 
vision; and the operation of a system that has been carefully 
designed to secure effective purification with a moderate invest- 
ment requires skillful attendance of a high order. Undoubtedly 
many of the smaller installations that have not proven satis- 
factory have failed because of lack of intelligent supervision. 
The most important matter in operation is to see that all parts 
are kept in good working order mechanically; the next is to see 
that the septic process or precipitation process is properly 
carried out, and sewage free from sludge and in a condition for 
oxidation is delivered to the beds; the next is to see that no 
bed is overworked. The design should make it possible to 
attend to these matters of regulation by adjustment; but the 
operator must understand when to act and what to do. 
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20 . The Significance of Analyses of Effluents. The best 
summary of opinions regarding the significance of analyses of 
effluents that has come to the attention of the writer appeared 
in the Engineering Record, August 5, 1905, and is here reprinted. 
It bears its*own introduction. 

The interpretation of the analyses of effluents from sewage disposal 
works is a matter that is best left to analysts. The engineer has to ven- 
ture on such interpretations so often, however, that attention is called 
to a paper on the subject by Mr. Earle B. Phelps in the “Technology 
Quarterly'' for June. This paper is a rather long contribution from the 
sanitary research laboratory and sewage experiment station of the Massa- 
chusetts Institute of Technology, and the following notes give only the 
leading statements of the author under each head : 

The subject of the quality of the effluents derived from a sewage filter 
has been considered from two totally different points of view, which have 
led frequently to conflicting opinions as to the results obtained. One 
view is based upon the actual work of the filter expressed in percentage 
efficiency, and necessarily takes into account the nature of the raw sewage. 
The other is based upon the quality of the effluent as shown by the 
analysis. 

The expression, “percentage removal," sometimes called the efficiency 
of the filter, is of very little value in the comparison of systems which are 
not receiving the same sewage, for it is much easier to get a high efficiency, 
calculated in this way, on a strong sewage than on one which is weaker. 
On the whole, it would seem that a better interpretation of the analysis 
of an effluent can be made than this customary comparison with the raw 
sewage. A direct comparison of effluents derived from the same sewage 
will serve the purposes of the investigator fully as well as a comparison 
of the efficiencies, while the quality oi-the effluent is the final and practi- 
cal criterion upon which the work of the filter must be judged. 

Since the introduction of the more recent biological processes our ideas 
of purity of effluents have been gradually changing. In many of these 
processes, but most notably in the case of the continuous, or trickling, 
filter, a large amount of organic matter is passed through the filter, which 
upon examination generally proves to be of a peaty or humus nature, and 
incapable of further putrefactive change. Aside from the possibility of 
such material creating a nuisance by forming deposits behind milldams 
or in the lower reaches of the stream, it appears to be entirely harmless 
and non-offensive. Chemical analysis fails to distinguish between the 
ordinary putrescible matter of sewage and this non-putrescible material 
which results from the treatment of the sewage in the manner indicated. 
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This has led to the introduction of putrescibility, or incubation, tests 
which are now so commonly used. These depend, in general, upon the 
storage of the effluent in a bottle at summer temperature and out of 
contact '^\ith the air for a period of several days. Certain tests are then 
made upon this incubated sample to determine if it has undergone putre- 
faction. The determination of the oxygen consumed before and after 
incubation is the one most frequently employed. Many chemists deter- 
mine the loss of dissolved oxygen and of nitrates either in the original 
effluent or after mixing it with certain quantities of aerated water or 


nitrate solution. 

Attention has been called to the value of the nitrates in an effluent. 
Instead of adhering to the older view that all organic matter is harmful 
and must be kept below a certain maximum standard value, the more 
recent practice is to balance the available oxygen against the organic 
matter, and, if the former be found in excess, to consider the effluent 
satisfactory. The question remaining to be settled, and on which there 
are many ^news, is just how much of the oxygen is available, and how 
much of the organic matter requires oxidation. 

There is a school of sanitarians who hold that, if a partially purified 
effluent can be supplied with sufficient available oxygen for the complete 
oxidation of the remaining organic matter, it may with safety be dis- 
charged into the stream, and the purification will be completely carried 
out within the stream. In justice to this view, it should be stated that 
what IS here attempted is apparently not the protection of the streams 
rom pollution by disease germs so much as the prevention of an apparent 
nmsance m, or fouling of, the stream. The evident intention is to keep 
the stream m such a condition that it may be rendered fit for domestic 
use b}” further purification of the water. 

With our present knowledge, at least, this would seem to be the wiser 
provision. 'l\e know little, unfortunately, of the viability of disease 
or^msms m sewage and of tbe effect of purification treatment upon them. 

'? condition, and the one toward which sanitarians should 
f ® purification of sewage from all pathogenic 

^cteria before discharge, it may nevertheless be better economy, with 
our present information, so to purify our sewage as to prevent it from 

*“ 

XmoGEN. According as the conditions of the purification process are 

thf organic molecule Ly foUow 

one or the other of two very different courses. In the slow sand filter 
and also m the percolating, or tricklmg, filter, in both of which ^es 
e IS a plentiful supply of oxygen, the course of all the nitrogen se^s 
to be from organic molecule to ammonia, and thence to Sites ISi 
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nitrates. In a very good sand filter as much as 99 per cent of the organic 
nitrogen may thus be accounted for. On the other hand, in the contact 
system of purification, while as much as 25 per cent of the total nitrogen 
may follow this course, a large jDart of the remainder is converted, under 
the anaerobic conditions of the reduction phase, into the amine form, 
and that these amines in turn react with the nitrites previously formed. 
This reaction causes a liberation of a large percentage of the total nitro- 
gen in the form of the free gas. As much as 50 per cent of the total may 
thus disappear. In the septic tank also nitrogen is liberated, but in this 
case the liberation is brought about by the direct action of the micro- 
organisms upon the organic molecule. Knowledge of the actual amount 
of nitrogen escaping from the septic tank or from a contact filter is obvi- 
ously of great importance, and the value of the total nitrogen determi- 
nation as an index of the work of these processes is evident. 

The free ammonia being a transition stage in the purification process 
is not of much significance in those rapid processes of treatment where a 
large amount of ammonia is produced in a short time. In very pure 
effluents, such as those from sand filters, the free ammonia being extremely 
low is a valuable index of the work of the filter. In such cases it may be 
said that it runs very nearly parallel with the organic nitrogen as well as 
with the bacteria. 

The nitrites are likewise transition substances, and are extremely 
unstable. In filters of the oxidizing type, nitrites are a valuable indica- 
tion of the condition of the filter. When such a filter is running at its 
best, the nitrites will, as a rule, be low. A marked increase in the nitrite 
value is then an indication that something has gone wrong with the filter. 
CJonsidered with reference to the stream, they are of value in that they 
possess available oxygen, although as a rule the amount of nitrites present 
is too small to be of any value in this respect. 

Nitrates are the final product of the oxidation of the organic nitrogen. 
Their appearance in sand and trickling filters is, therefore, of great signi- 
ficance, in that they indicate the actual amount of work done by the 
filter. Their relation to the quality of the effluent is also important. 
They carry the largest amount of the available oxygen of the effluent, 
and it is now beheved by most authorities that they may be entirely 
consumed in the process of secondary oxidation, which takes place in 
the stream after the discharge of the effluent. Any arbitrary standard 
for purity for effluents from such filters should therefore contain, in addi- 
tion to a maximum allowable amount of organic matter, a minimum 
amount of nitrates. In such a case mere dilution of an effluent could 
never bring it to the desired condition, while with high nitrates an ejffluent 
will not generally become foul or offensive by secondary putrefaction. 
Authorities are not yet in agreement as to the significance of nitrates in 
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the contact filter effluent. Mr. Phelps' opinion is that since nitrates are 
used up in the work of the filter, their appearance in the effluent merely 
indicates that an excess has been formed, and that if necessary the filter 
may be worked harder. Perfectly stable effluents may be obtained 
practically free from nitrates. 

Caebon. The organic carbon is determined only partially by the 
oxygen-consumed test. While this test has a certain value in the com- 
parison of effluents from similar filters, and especially as a quick method 
for controlling a filter, it has no scientific basis whatever, and the relation 
of its results to the total carbon is unknown. The oxygen-consumed 
determination is of undoubted value in the putrescibility tests. 

Oxygen. Free dissolved oxygen in the effluent represents a reserve 
oxidizing power by which the effluent can further purify itself. Its 
presence also indicates that there has been a sufficient supply of this 
necessary element durmg the process of purification. The effluents of 
oxidizing filters, sand and trickling filters, should always contain free 
oxygen. If all the oxygen is used up, then the process is not being 
properly worked. In the contact-filter effluent the free oxygen has another 
significance. The supply of oxygen being necessarily somewhat limited 
in this type of filter, it will become most completely exhausted in that 
filter which is doing the most work. 

Putrescibility Tests. By putrescibility we denote that property of 
the organic matter in a sewage or effluent which causes it, imder certain 
conditions, to undergo putrefactive change. For the purposes of sewage 
work, the organic matter dealt with may be roughly grouped into these 
two classes, for it is now generally conceded that, in addition to the 
readily putrescible organic matter which characterizes sewages, there is 
also found in effluents organic matter of the other class, that is, stable 
organic mattei. Bodies belonging to this latter group may already exist 
to some extent in the raw sewage, and they are the characteristic end- 
products of the rapid oxidation of the sewage in a trickling filter. They 
are not produced appreciably in the anaerobic decompositions of the 
septic tank, and would, therefore, appear to be the result of the direct 
oxidation of the organic molecule rather than of its hydrolithic cleavage. 

Water analysts feel strongly the need of distinguishing between these 
two classes of bodies in potable waters represented by animal pollution 
on the one hand and by vegetable extractive matter on the other. Many 
attempts have been made to devise an analytical process for this purpose. 
Woodman (1898) has proposed a method which is worthy of wider adop- 
tion. He would determine the oxygen consumed by the regular method 
from permanganate and again from chromic acid. 

In sewage analysis nothing in the ordinary procedure serves to give 
any clew to this question of the character of the organic matter. There- 
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fore about 1889 Scudder devised as a simple method of studying this 
point the test which has since come to be known as the incubator test. 
Mr. Phelps' experience with the test upon many kinds of effluents leads 
him to believe that the observed changes in the amount of available 
oxygen and in the oxygen-consuming power of the effluent during incu- 
bation serve to indicate three different conditions of the effluents, rather 
than two only, and that the interpretation of the test from this point of 
view makes it the most valuable one in our analytical procedure. The 
following classification of the r.esults of the test will make this view plain. 
1, there is no loss of available oxygen during the incubation. 2, there is 
no loss of available oxygen, (a) The loss is only partial. The oxygen- 
consumed value is unchanged or diminished. The effluent remains clear 
without the production of disagreeable odor, (b) The loss is total. The 
oxygen-consumed value is increased. Putrefaction has occurred with 
the production of disagreeable odors, and usually of a dark sediment. 

In case 1 the organic matter is stable, or non-putrescible, in the true 
sense of the word. Such an effluent would pass the incubation test in its 
strictest forms as recommended by Scudder. Case 2 (a) represents an 
effluent whose organic matter is not completely stable. The putresci- 
bility of this organic matter is not determined by the test, since anaerobic 
conditions have not been established. Although the available oxygen is 
diminished and the effluent would not pass the test as used by Scudder, 
it is, nevertheless, apparent that it contains within itself the power to 
complete its own purification, and thus could not under any conditions 
become foul. Case 2 (6) is an example of an effluent which cannot com- 
plete its own purification, and would draw upon the purifying power of 
the stream. Its effect upon the stream, therefore, would depend upon 
other considerations, namely, relative volximes of the stream and of the 
effluent, character of the stream as regards previous pollution and avail- 
able oxygen, etc. In general, effluents of this character ought not to be 
discharged. They constitute pollution even when no immediate nuisance 
is produced. Their effect upon the river is cumulative, and in the case 
of a stream receiving such effluents from a number of communities the 
first discharge might be of untreated sewage, while the communities lower 
down would be obliged to produce a very pure effluent in order to prevent 
fouling of the stream. 

Turbidity, Color. In effluents showing an appreciable turbidity, the ' 
determination of the total nitrogen upon the sample after filtration 
through paper wiU give additional information. Since it may be assumed 
that a large part of the suspended solids will eventually find its way to 
the bed of the stream, this information will be of practical value to the 
analyst. The writer has found the determination of the putrescibility 
upon such a filtered sample to be also of service. In some cases a mere 
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settling out of the grosser matter will serve to change the character of 
the effluent from one slightly putrescible to one thoroughly satisfactory. 

The color of clear effluents of high purity often serves as a useful indi- 
cation of slight changes in the work of the filter. Where a high degree 
of purification is not attempted, the color of the effluent is of no value 
whatever. 

The odor of the effluent is often of significance to the analyst, although 
the difficulty of correctly describing such an odor in intelligible terms 
lessens the value of this test as a matter of record. The odor after incu- 
bation is obviously of great value in the interpretation of that test. 

Bacteria. When we consider that the removal of pathogenic organisms 
from the sewage is one of the prime reasons for its purification, it is unfor- 
tunate that the advance of knowledge in this particular subject has been 
very much slower than on the purely chemical and engineering sides. 
The actual removal of pathogenic organism from water by sand filtration 
has been experimentally demonstrated, and a study of the vital statistics 
of certain localities before and after purification of a polluted water supply 
leaves no room to doubt that a fairly complete removal of such organisms 
by sand filtration is possible. 

The organisms supposed to be the cause of nitrification in the filters 
have been extensively investigated. Qualitative studies other than these 
are not very often made. What little information exists at present on 
this important subject is for the most part too meager to allow of any 
general conclusions as to the significance of any given organisms or groups 
of organisms in an effluent. 

Mere quantitative counts of the organisms in the effluent are of no 
significance except in those effluents in which a high degree of purity is 
expected. In such cases the number of organisms present serves as a 
valuable index to the amount of organic matter in the water. 

Conclusion. Summarizing briefly the most important points in the 
analysis of a sewage-filter effluent, it may be said that the determination 
of the nitrogen in all its forms is of first importance, not alone in indicat- 
ing the extent of the purification, but as an index of the stability of the 
effluent; that the determination of the total organic carbon, or its roughly 
relative estimation by the oxygen-consumed test, ranks next in signifi- 
cance, representing material that still requires oxidation; that the dis- 
solved oxygen is of great significance both as to the condition of the filter 
and the stability of the effluent ; and that a study of the changes occurring 
during incubation serves to reinforce the analytical data, and is in reality 
the ultimate criterion upon which the interpretation of such data depends. 
The value of bacteriological data as indicative of the quality of the effluent 
is still an u nkn own quantity, although the determination of specific 
coefficients, as described by Clark and Gage, may eventually become the 



SUMMARY OF ENGINEERING PRINCIPLES 


155 


standard against which we may check our simpler laboratory methods. 
Such extensive studies are obviously not available in the routine work 
of the analyst for sewage works, but are of the greatest importance in 
enabling us to understand the processes with which we are dealing and 
correctly to interpret our analytical data. 

In his discussion of Mr. Fuller^s paper on sewage purification,* 
Mr. John W. Alvord summarizes what in his opinion, are safe 
conclusions of recent origin, and known facts which have been 
well demonstrated ” regarding rapid sewage purification. As 
this summary is most excellent, it is here given bodily, though 
at the expense of repetition of some of the statements contained 
elsewhere in this chapter. 

1. The nature and quality of sewage are exceedingly complex and 
variable, so that a special study of the local conditions is always advisable. 

2. No well-designed and properly operated sewage plant should result 
in a nuisance to its neighborhood, but, nevertheless, respect should be 
shown to the sentiment of property owners in selecting a location, well 
removed from residence districts. 

3. No form of sewage plant, in which large quantities of sludge must 
be handled by manual labor or mechanical methods, can be said to be 
necessary or satisfactory. 

4. All forms of sewage purification are greatly retarded by the cold of 
winter, and accelerated by the heat of summer, and due allowance for 
this drawback must be made in designating the capacity and arrangement 
of such plants. 

5. The function of sewage purification is at times only to avoid a 
nuisance, while at other times it is necessary to remove a serious menace 
to the public health. Such plants, therefore, must be designed so that 
their effiuents meet the conditions of their future destination, and local 
conditions wiU be found to vary in purity requisite within very wide 
limits. 

6. Where stream flow is available for final disposition and such streams 
are not used for water supphes, it is nearly always allowable to consider 
dilution as a final stage of purification; care being taken that the propor- 
tion of impurity allowed to enter the stream is not greater than can 
be successfully dealt with by the dry-weather flow without resulting 
nuisance. 

7. Chemical and bacterial analyses in sewage purification works are 

* Transactions A. S. C. E., International Engineering Congress, Vol. LTV, 
Part E, pp, 247-263. 
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Lite apt to be misleading, unless taken in considerable numbers over 
tended periods and imder all conditions. 

8. The designer of a sewage plant should have the opportunity to 
rect its operation for at least one year after it is put into service^ in 
der that he may train intelligently its future care-takers and see that 
e ideas which he incorporated into its design are thoroughly carried 
t in operation. 

9. The theory of sewage purification is in advance of the practice, and 
present not so much can be learned from experimental work, unless 
nducted upon a very large scale, as can be derived from studies of the 
merous full-sized installations now in operation. 

10. The problem of sewage purification naturally divides itself into 

0 stages, the first of which consists in dealing with the suspended 
itter, and the second of purifying the clarified liquid. 

11. The greatest single problem in sewage purification is to deal 
jcessfully with suspended matter. 

12. While very great advances have been made in reducing this 
ficulty in the last few years, and while it is now within much more 
bnageable and economical limits than ever before, the problem is not 
: fully and satisfactorily solved. 

13. After the elimination of all or the larger portion of the suspended 
,tter has been successfully accomplished as a first stage, there are no 
erent difficulties in properly purifying the liquid, thus clarified, with 
nomy and efficiency. 

14. Suspended matters are best dealt with without attempting mechani- 
or chemical separation from the liquid vehicle. 

L5. The screening, sedimentation, roughing filters, coarse contact beds, 

1 septic tanks all form more or less practicable methods of dealing with 
pended matter, when preliminary separation is not attempted. 

L6. Sufficient data do not yet exist to determine the proper arrange- 
nt, necessary regulation, and comparative economy of these different 
ffiods, and the largest portion of that which is now uncertain in sewage 
ification is due to this cause. 

.7. So far as it is possible to judge at this time, the septic tank 
lears to be in the lead in the matter of dealing wdth the solids of 
age. It would seem that comparatively little attention is being 
in to other methods just at this time. 

Septic Tanks. 

8. Under present designs "and methods of operation, septic tanks do 
deal with all the suspended matter in sewage, but a residue remains 
he tank, which must be removed from time to time, and some passes 
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out of the tank in the overflow under average conditions. Evidence 
shows that this residue varies greatly under different conditions, but, on 
the average, it is very much less in amount compared with the suspended 
matter in the original sewage, so that large economies are effected not 
only in the primary stage of getting rid of the suspended matter, but 
also in the secondary stage of filtering the clarified hquid. 

19. A desirable effluent from the septic process should be largely free 
from suspended matter, but not in a state of advanced decomposition. 
The effective mean is reached when such effluent admits of good nitri- 
fication by rapid filtration at high rates of flow without clogging the 
filters with suspended matter at the same time. 

Coarse Contact Beds and Roughing Filters. 

20. Such beds receiving raw sewage are only successfully worked with 
extensive mechanical screening and the prior interception of all mineral 
matter. 

21. While such beds lose in effective capacity, the length of time of 
effective operation prior to renewal is still so long that the complete 
cleaning of the contact material, or possibly its renewal, properly falls 
under the head of operating expense, and with more careful study effective 
arrangements for cleaning may not become unduly expensive. 

22. Coarse contact beds and roughing filters properly designed and 
well regulated will deal successfully with a large percentage of the initial 
suspended matter in sewage, but the results accomplished with them so 
far do not seem to equal the results from the septic tanks. 

23. Contact beds and roughing filters require for their operation a 
considerable amount of faU ; the same is not the case with septic tanks, 
and gives the latter great practical advantages. 

Secondary Treatment. 

24. The secondary treatment of sewage, by which is meant dealing 
with a clarified liquid containing impurities in solution, has been exten- 
sively studied and is well understood at this time. It presents no diffi- 
culties which are not easily and economically overcome. 

25. AH secondary treatments, however, become complicated when 
they have to deal with the indifferent removal of suspended matter in 
the primary stage, and this is the most frequent cause of failure in the 
secondary treatment of sewage. 

26. In the present state of the art, it is necessary to estimate upon 
secondary treatments which will, at least, deal with a small proportion 
of the more finely divided suspended matter which escapes from the 
primary treatment. 
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27. The most available forms of secondary treatment at the present 
time are intermittent filtration through sand beds, fine-grained contact 
beds, intermittent continuous filtering and broad irrigation. 


Intermittent Filtration. 

28. Where porous soils exist in abundance, and land is comparatively 
inexpensive, intermittent filtration through sand is the most desirable 
process now available to accomplish the second stage of purification. 

29. In intermittent fiOltration, rates of 250,000 to 400,000 gallons per 
acre per day are practicable when dealing with sewage from which the 
suspended matters have been largely removed. 

30. The effective size of the sand grain in relation to the dose is of the 
utmost importance, and coarse sand in intermittent filtration effects 
great economies by increasing the allowable rates of flow without seriously 
reducing the purity of the efiSuent. Such increased rates of flow, of 
course, always decrease the necessary area of beds required and propor- 
tionately the first cost of the plant. 

31. The effectiveness of intermittent filtration is seriously retarded in 
cold weather in northern climates, and due allowances should be made 
by an increased area when designing plants for such climates. 

*32. A weU-designed and properly regulated intermittent filtration 
field will produce a higher degree of purity and less variation in the 
purity than any other method now available for the secondary stage of 
purification. 


Contact Beds. 

33. In localities where land is expensive or porous land entirely unavail- 
able, contact beds offer an alternative to intermittent filtration for the 
secondary stage. Such beds require a minimum amount of land, but a 
maximum amount of fall. 

34. The expense of the contact-bed system is such that, in localities 
where a good site can be obtained, it is often more desirable to construct 
intermittent filtration beds from material brought from a distance rather 
than to resort to contact beds. 

35. The chief difficulties in the contact system are the necessity of 
having considerable fall, the expense of obtaining tight tanks of large 
size, and the necessity for a stable contact material. 

36. Contact beds, in which the size of the material is suitable for the 
amount of suspended matter received in the sewage, do not ordinarily 
fill up or clog too fast, but renewal of the material or its cleaning at long 
intervals may be a reasonable operating expense. 
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37. A stable contact material is more desirable than one of higher 
icterial efficiency, as ordinarily the bacterial efficiency of available 
aterials does not differ seriously. 

38. The effluent from contact beds, properly designed and well oper- 
<ed, is satisfactory for all ordinary installations. 

Automatic Rotating Appliances. 

39. Good and reliable automatic appliances are now on the market, 
y which the sewage may be mechanically rotated upon intermittent 
itration beds or may fill and empty contact beds to the great advantage 

■ the plant in economy of operation and regularity and uniformity of 

DW. 

40. Automatic devices should not displace intelligent supervision and 
)me labor in the form of care-taking. 

Intermittent Continuous Filters. 

41. Intermittent continuous filters have now been in successful opera- 
on as fuU-sized plants under ordinary working conditions long enough 
) establish their claim to careful consideration in new installations. 

42. Like contact beds they need a minimum of land, but a maximum 

■ faU. It is apparently safe to estimate upon rates of flow of 1,000,000 
) 1,500,000 gallons per acre per day with ordinary domestic sewage 
birly well clarified of suspended matter. 

43. Like contact beds, the stability of the filter material is of more 
nportance than its high bacterial efficiency. 

44. With any considerable quantity of suspended matter carried over 
om the primary stages of purification, the problem of a proper and 
fective distribution system is a serious one, and in large installations very 
ifficult and expensive both in first cost and economical operation. 

45. The problem of clogging of the beds of intermittent filters with 
ispended matter is analogous to the similar problem with contact beds, 
ut there are indications that the continuous intermittent filter, properly 
ssigned and operated, will receive suspended matter for a longer time 
ith less reduction of voids than the contact-bed system. 

46. The problem of freezing weather in the northern parts of this 
Duntry, at first thought to be a serious objection, is apparently overcome 
y simple covering which is not unduly expensive. 

There are many unsolved problems in sewage purification still remain- 
Lg for consideration. We have had many ingenious theories as to the 
recise mode of action of bacteria in breaking down organic matter, but 
is probably only safe to say at the present time that in some way 
nknown to us minute organisms are capable of breaking down organic 
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matter under certain conditions of suitable environment, which have 
been and are being developed from experience. 

We cannot draw any sharp line between anaerobic and aerobic action. 
We cannot trace nitrification to any one form of bacteria with any cer- 
tainty, and we do not know the precise function of facultated bacteria, 
or what part enzymes have in organic dissolution. 

We are groping after some method of retaining suspended matter in 
septic tanks imtil it shall be wholly dissolved and at the same time not 
render the effluent refractory. 

We want to know if a so-called anaerobic filter will accomplish this, 
that is to say, if a continuation of the septic tank, which could be filled 
with coarse material, might mechanically arrest the finer particles of 
suspended matter. If this is possible, at what rate is it safe to operate 
such a contrivance? Will it have to be cleaned? If so, how often? 
Shall we operate it under aerobic or anaerobic conditions? 

We would like to know what other methods might be devised to com- 
plete the work of the primary stage in eliminating suspended matter. 
Is it best accomplished by some screening device preceding the septic 
tank, or a filtering device following? 

We would like to know how to operate the septic tank. Shall we find 
some fiixed time which is good enough for aU classes of sewage under all 
temperatures, or shall we introduce methods by which the flow can be 
controlled and regulated? 

What shall we do with the proportion of sludge retained by the septic 
tank, and in what way can it be best removed, and what disposal should 
be made of it? When is a septic tank not a septic tank, but a sedimen- 
tation tank? And what is its best form? And when should it be covered, 
and when is it best to leave it uncovered? 

If suspended matter must be carried over from the primary stage of 
sewage purification to the secondary stage, how much can we profitably 
deal with? 

How long will contact beds run with fine suspended matter coming 
over upon them, and what will be the cost per million gallons to keep 
them in condition? 

How much suspended matter will intermittent continuous filters take, 
and for how long? And where is the balance between employing labor 
to keep a cheap distribution system open and a more costly device which 
win keep itself open? 

These are some of the questions which engineers are asking themselves 
when engaged upon studies for new plants. We have aU the theories as 
to what the answers ought to be, and we have answers based only on 
general experience ; but such theories and answers are very much in need 
of new light. 
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It may be added by the present writer that the data reported 
regarding various works now in operation is usually far less 
a value than it should be, and often of no real value to the 
designer. This is because in case of most small installations 
there is usually some serious defect in the design of one or 
more parts of the system, or in proportioning them, and the 
defects are not reported in the descriptions; or because such 
data represent the results of special tests while the plant is new 
and under the supervision of its builders, while a year or so of 
use may improve it, or very greatly lessen its usefulness. Visit- 
ing various installations, however, is of greatest use to the 
designer, as it enables him to see the defects that develop after 
a system has been in operation for some time. 



CHAPTER X 


DIFFICULTIES EXPERIENCED IN SOME ACTUAL 
INSTALLATIONS 

In May, 1904, the writer was requested to take charge of the 
completion of two sewage purification plants in process of con- 
struction for the United States Government, one at Fort Leaven- 
worth, Kansas, and the other at Fort Des Moines, Iowa. The 
work was bemg done under plans prepared by the contractor, 
guaranteed to produce certain specified results, and it was 
found necessary to make many changes before the guarantees 
were met. As the difl&culties encountered were of a character 
likely to be met by any engineer who attempts work of this 
kind, some account of them and of the means adopted to over- 
come them will be given. 

Sewage Purification Works at Fort Des Moines, Iowa. The 
specifications prepared by the Quartermaster's Department, 
United States Army, for this work contained the following 
provisions: 

The bidder will submit with his proposal complete drawings and speci- 
fications to cover the work, all details of construction, specials and gear- 
ing ; but these specifications will govern as to the quality of material used 
and workmanship, which must be first class in all respects. 

The system must be capable of properly purifying all the sewage wastes 
of a population varying from 1200 people with a maximum flow of 

30.000 gallons in any four hours to 400 people with a maximum flow of 

10.000 gallons in any four hours. 

Surface or storm waters will not be carried by the sewers. 

Efficiency. The purification required is that all solid matter shall 
be arrested and 80 per cent of it shall be destroyed by the works, so as 
not to require manual labor for subsequent removal and destruction. 
The efifiuent shall be by chemical analysis shown to contain not over 
.148 parts of albuminoid ammonia in 100,000 parts, and 100,000 parts 
shall consume less than 1.43 parts of oxygen in four hours. The ejffluent 
shall not be putrescible. 
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The following description is intended to cover a system of work which 
it is believed will accomplish the desired results. The suggested works 
consist of a grit or sediment chamber, a by-pass to prevent overflow of 
tank, a septic tank, suitably divided to provide for the variation of flow 
of sewage, and four aerating bacterial filters, all of which to be built of 
brick or concrete. 

Grit or Sediment Chamber. The main sewer must be connected 
with the grit or sediment chamber into which it discharges. From this 
chamber the sewage is delivered into the septic tank by a special inlet so 
designed that sewage will enter without causing injurious currents. The 
grit or sediment chamber wiU be so arranged that the solid matter can be 
removed without drawing off the liquid. 

By-Pass. A by-pass must be placed in the grit or sediment chamber 
so as to prevent flooding the tank, should the flow at any time exceed that 
for which the works are designed. It must be such that the overflow will 
be entirely free from solids in suspension. This by-pass to be 10 inches 
and to be connected into the present sewer at the most convenient point. 

Septic Tank. The tank should have a capacity of 48,000 gallons, 
and be so divided by a brick or concrete partition dividing the tank into 
two unequal parts, that a portion of it can be used at times of decreased 
flow of sewage. It must be covered by a solid brick or concrete roof 
properly ventilated. One or more manholes are to be provided and 
placed so as to give convenient access to the tank. The efiluent from the 
tank will pass over a submerged weir, or other approved outlet, into a 
channel or chamber leading to the filters. 

Clean-out. A clean-out well, or other "approved device, will be pro- 
vided, so that the mineral matter and other insoluble residue that may 
accumulate in the tank can be removed without draining the tank or 
disturbing or destroying the mat on the surface of the liquid. 

Filters. Four or more bacterial contact beds or filters, each of at 
least 30,000-gallon capacity, when fiUed with approved material, will be 
provided. The tank effluent will be distributed over each filter by means 
of automatic, alternating gear of '^The Cameron Septic Tank Company's ” 
pattern, ^^The Adams Automatic Sewage Feed,^' the “Miller Auto- 
matic Plural Alternating Siphon,’’ or their equal. The filter effluent 
will be collected on the floor of the filters, and thence discharged. The 
discharge must be automatic and so arranged that the effluent from the 
tank can be retained in the filters for a period of from four to six hours. 
The device for this purpose will be that of “The Cameron Septic Tank 
Company, “The Miller Automatic Timed Siphon, ” or their equal. 

The bottom of filters wiU be constructed of concrete of such thickness 
as will thoroughly exclude all surface or sub-surface water; the outside 
walls of brick-work laid in cement or of concrete and plastered on inside. 



164 


TREATMENT OF SEWAGE 


The tanV effluent will be distributed over each filter by lines of terra 
cotta pipes of suitable size with open joints, and will be collected by 
agricultural drain tile laid on filter floor discharging into a six-inch collect- 
ing main, and connected with the controlling device. The outlet from 
there will be 10-inch terra cotta pipe leading into the nearest manhole in 
present sewer, as directed by the offlcer in charge. 

No plans were furnished by the Government, and the above 
description is evidently a partial description of a “ Cameron” 
system, modified in the clause headed Filters, so as to allow 
“Adams” and “MUler” siphons. These clauses were of sugges- 
tive value only, as no person but a specialist would be qualified 
to bid on this work and to guarantee its efficiency, and no such 
person would be guided in his design by such suggestions. 

The contractor’s specifications and plans called for a grit 
chamber, a compound septic tank, upward anaerobic filtel: beds, 
a dosing tank, three primary contact beds and three secondary 
contact beds of peculiar construction, and a sand filter. The 
capacities of the anaerobic structures were as follows: 

Sediment chamber: 7 feet wide, 12 feet long, and 10 feet deep; 
5000 gallons capacity. 

Septic tanks: two tanks, each subdivided into two compart- 
ments. First tank, 8 feet wide, 52 feet long, and 11 feet deep; 
34,000 gallons capacity. Second tank, 8 feet wide, 38 feet long 
and 11 feet deep; 25,000 gallons capacity. 

Anaerobic filters: estimated capacity of the two filters com- 
bined, 7500 gallons. 

The general arrangement of these structmes is shown in plan in 
Fig. 37, in which E and G show the first compartments of the 
septic tanks, F and H the second compartments, A and I the 
anaerobic filters, and J the sediment tank. The two halves of 
the system were connected in multiple, and the arrangement 
of pipes for another connection, shown on the figure, was a 
later improvement. 

The dosing tank was located near the filter beds, at some 
distance from the septic tank. It had a capacity of 10,000 



ACTUAL INSTALLATIONS 


165 


Ions per dose, and contained three Miller automatic siphons, 
.h eight-inch discharge pipes, connected so as to discharge in 
n to each of the three contact beds in the first set. 

The first set of contact beds was masonry lined, and each 
i contained a mass of filtering material approximately 32 



Fig. 37. Plan of septic tanks at Fort Des Moines, Iowa. 


5 t X 50 feet X 5 feet, — 8000 cubic feet. Allowing one third 
lid spaces, with the bed standing half full, it would contain 
le dose of 10,000 gallons. These beds were discharged by 
tiler automatic timing siphons. 

The second set of contact beds was of similar depth and 
pacity to the first, but was placed in excavation in the 
,rth without masonry linings. 
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The sand filter was to be arranged either as a “ downward 
aerobic sand filter or an upward anaerobic sand filter, as may- 
be found most effective and satisfactory.” 


fig. 38. Plan of filter beds at Fort Des Moines, Iowa, as first constructed. 
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The relative location of the dosing tank and the filter beds is 
shown in Fig, 38. 

In midsummer, 1904, the writer first visited this system. 
The following extracts are taken from a report by him dated 
September 12, 1904: 


“ At the time of my first visit to Des Moines the banks were 
all in an unfinished condition; the septic tanks were leaking 
badly; a portion of the sand filter had been washed out; the 



Fig. 39. Section through sediment chamber and septic tank, Fort 
Des Moines, Iowa. 


not flowing through the system, it having been diverted in 
order to permit of repairs. 

“ The man in charge proved himself unable to stop the leaks in 
the various tanks, or even to locate them, under instructions that 
were furnished him by correspondence, and it was necessary for 
me to go to Des Moines and find all these leaks personally and to 
modify the arrangement of valves so that they could be made tight. 

“ The purification plant at Fort Des Moines was built accord- 
ing to drawings marked Sheet 1 and Sheet 4 accompanying 
the proposal with some modifications in detail, notably modi- 
fications to the plan of the siphon shown on Sheet 4 which is 
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entirely incorrect, and which misled the writer seriously in 
correcting the errors of construction. 

“ Sketch 1 attached to this report (Fig. 39) shows the manner 
in which the passages from tank to tank were modified by the 
writer in order to prevent the accumulation of sludge. These 
modifications consist of a scum-waU in the sediment tank and 
vertical pipe lines in two of the septic tanks. The scum-wall 
in J forces the sludge to the bottom of the tank J and up 
into the septic tanks through valves V, while the pipe lines Q 
and D take partially clarified sewage from an elevation above 
the top of the sludge in 0 and E, and convey it to H and F. 
(See also Fig. 37.) These pipe lines have been placed only on 
one half of the system, namely, in tanks G and H, and to make 
the system complete, and to thoroughly prevent the clogging 
of the roughing beds, the same arrangement of pipes should 
be placed on the other half of the system. This has not 
yet been done, because it would necessitate the draining of 
the other half of the system, which could not have been done 
when the writer was in Des Moines without stopping work in 
other places. It should be done, however, as soon as possible. 

“ Sketch 1 (Figs. 37 and 39) also shows the location of the 
two pipes with valves V, from the sediment tank behind the 
scum-waU, into the septic tanks. The purpose of these pipes is 
to allow the free passage of the sludge into either tank at a lower 
level than that of the sluice boxes installed. It was found 
that the sluice boxes were not of sufficient capacity to permit 
of the use of only half of the system if that were desirable. 

“ Two of the septic tanks leaked very badly, and the leaks were 
not stopped until a portion of the concrete was removed and 
relaid, providing pipes for the passage of the spring water until 
after the concrete had set. The dram valves in the sediment 
tanks were also modified in such a manner that they cannot 
possibly leak. 

“The dosing siphons in this system worked admirably, and 
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the size of the dose is almost exactly what was called for in the 
specifications; but none of the timing siphons can be made to 
work as intended, because water from one dose fills the filter 
bed to a higher elevation than was calculated by the designer. 
This is due partly to the drain pipes not being of sufficient size 
and not bemg placed sufficiently close together, and partly to 
the fact that the voids in the sand are not as great as calcu- 
laJted. The result is that each dose, when it reaches a certain 
height in the bed, operates the siphon without waiting for the 
timing device to operate, and the dose discharges immediately 
into the next bed. 

“ The material of which the beds are composed in Des Moines 
is chiefly sand, and it may prove that we will get as good results 
without the use of the timing siphons as we would get with 
their use. It is advisable, therefore, that we test the sewage 
at the different stages of purification and see just what results 
we are getting before undertaking to modify the siphons. 

“ The reason that it is impossible to modify the siphons by 
simple adjustment is that the length of the main trap in the 
siphons is 30 inches instead of 36 inches, as shown on the draw- 
ing on Sheet 4. It is desirable that these siphons be modified, 
or else that the timing devices be removed altogether, and the 
system operate on as short period as possible as a percolating 
filter, and not as a contact filter. 

“ The sand filter, constructed according to the plan, does not 
contain a sufficient quantity of pipe. Tn fact, the bulk of the 
sand in the filter is of no value whatever because of this defect. 
The bottom of this filter should consist of fine, clean gravel 
which should entirely surround the pipes, and the sand should 
be placed above. 

“ The materials in the beds were never screened so as to separ- 
rate the gravel from the sapci as thoroughly as should have 
been done in order that the results contemplated in the specifi- 
cations might be obtained. 
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It was necessary to raise the concrete walls surrounding the 
first set of beds nine inches in order to prevent the overflowing 
of the sewage when the doses were delivered to the beds. This 
wall was raised by adding two courses of brick, which was 
plastered with Portland cement mortar. 

“ The sand filter was excavated one foot too deep, and it was 
necessary to lower the spill-way slightly in order to obtain the 
proper depth of water over the sand. It was necessary also to 
raise the masonry of the siphon-pits a foot in one case and 
eighteen inches in another case in order to bring the tops of all 
on the same level. 

“The vents were all completed by the use of vitrified pipe so 
as to make a pleasing appearance as well as a substantial con- 
struction, and the banks were all sodded after being graded to 
the proper elevation. 

“ On Sheet 1 there is shown a ‘ sludge bed ' connected with 
the drains from the septic tanks. This is a small bed containing 
a quantity of broken stone upon which the sludge from the 
septic tank was allowed to flow when the valves were opened. 
It is in every respect an extremely undesirable thing, and should 
be abandoned, as it is a cause of offense and a source of pollution 
to the stream of water in the ravine. In place of this sludge bed 
there should be provided a portable sludge pump that could be 
set over any one of the manholes and used to remove the sludge 
from any one of the septic tanks into a closed tank from which 
it could be emptied into pits dug especially to receive it, or 
otherwise disposed of where it would not be a source of infection. 

“ In repairing the leaks in the bottom of the upper anaerobic 
filter, it was necessary to remove aU the crushed stone in that 
filter and to replace it. When the rock was removed I dis- 
covered that the pipe was not properly laid in the bottom of 
this filter, and I had the pipe relaid so as to allow the free flow 
of the sewage into all parts of the rock. I am of the impression 
that the pipe has not been properly laid in the other anaerobic 
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filter, and that it may be necessary to remove a portion of this 
rock and relay a portion of the pipe whenever the pipe con- 
nections are properly made to take a partially clarified liquid 
from tank to tank at the proper elevations. 

“ The general plan of this system at Fort Des Moines is excel- 
lent, and the errors are all errors of proportion in construction. 
The beds are located too close together, and the sub-soil is not 
sufficiently impervious to water. The pipe lines were not calcu- 
lated so as to obtain the proper sizes, and there was not enough 
pipe used in the distribution of the sewage over the beds. The 
vent pipes from the lowermost layer of pipe should not be con- 
nected with the vent pipes from the middle layer of pipe. The 
arrangement of vents would be vastly improved if it followed the 
idea embraced in the patent application for our ^ Breathing 
System ’ of ventilation. An upward sand filter is not as good 
in such a place as this as a downward filter of the same size and 
with the same depth of water above it, for the reason that in 
the upward filter there is a strong tendency for the water to 
wash out the finer particles of sand from the material immediately 
surrounding the pipes, and thus very greatly reduce the amount 
of filtration. 

“The only wjork that I would recommend be done on this 
system unless further defects develop is as follows: 

“1. Make the same changes in the arrangement of pipes in 
the two septic tanks and the other anaerobic filter that have 
been made in one half of the system. 

“ 2. Either remove the timing device from all of the siphons at 
the beds, or modify the siphons so as to make it possible to retain 
each dose a defimite length of time. Which one of these two 
things should be done should not be determined until an exami- 
nation of the sewage has been made to see whether the puri- 
fication is sufficient at the present time.^^ 

At the time the report quoted above was written, the writer 
was in doubt as to whether the material used in the beds would 
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be found capable of continuing to perform the work without 
becoming badly clogged; but he did not consider it advisable 
to remove some 1800 cubic yards of material without giving it a 
fair trial, and the results in purification at that time, as shown 
by analysis, were entirely satisfactory. 

On November 7 chemical tests indicated as follows: — 

Oxygen absorbed in three hours at 80 deg 1.27 parts per 100,000 

Albuminoid ammonia 091 parts per 100,000 

After considering the probability of these beds clogging, it 
was decided to take all the material out of them and re- 
screen and replace it the following summer, and arrangements 
were made with the Government to permit this. The plant 
then operated during the winter. By spring, however, no 
aeration was taking place, as the sand in the contact beds was 
completely clogged. 

Examination proved that the rock in one anaerobic filter had 
become so clogged that its removal was necessary. Steps were 
therefore taken to improve the septic system as well as the filter 
beds. Extracts from instructions to the foreman in charge will 
indicate what was done: 

Begin by opening all valves so that all of the beds and tanks 
will empty as soon as possible. 

“ The work divides itself in two parts, which can be carried on 
independently at the same time, — namely, the changes to the 
septic system, and the changes to the filtration system. 

Septic System. The work on this system consists of two parts, 
first, the removal of the rock from the tank marked A on drawing 
(see Fig. 37), and second, the arrangement of the pipes and 
valves as shown on that drawing. As a part of the arrangement 
of the pipes, it is necessary to make the passages marked C like 
that marked D on the drawing. This will take several lengths 
of pipe. Care must be taken to leave a small opening at the 
bottom of these pipes as in the case of D, to allow the tanks to 
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empty properly when they have to be drained. To inspect D in 
order to understand exactly what is wanted at the other places, 
both sides of the septic system will have to be drained. 

“ The cleaning out of the rock from the tank A will be very 
slow and nasty work, and it should be begun at the earliest 
possible moment so as to get it done as soon as possible. 

“ When all of this work has been done the sewage may be again 
turned into the system, the valves being arranged so that the 
liquid flows through the tanks in the following order: E, F, A, 
G, H, and I. Great care must be taken to get the elevations of 
the pipes as shown on the drawing, as the proper regulation of 
the flow when the valves are arranged in various ways depends 
upon this. The pipe after leaving the last tank, I, must rise as 
shown, before it joins the line leading to the dosing tank. 

“ The valve in the dosing tank by which it is drained must be 
opened as soon as any work is undertaken, and kept open until 
all of the work on the filter beds is completed. There is no work 
required in the dosing tank itself. 

“ Filter Materials. These materials in all of the contact beds 
will have to be entirely removed and screened. A portion of 
the screenings can be re-used, but most of the sand and all of 
the dirt will have to be wasted. Instructions for screening will 
be furnished separately. Enough new material will be supplied 
to make up the deficiency and to restore the beds to proper 
level. The material is to be deposited with care in layers, and 
each layer compacted by ramming or otherwise before the 
next layer is deposited upon it. 

“ Piping in the Filter Beds. The bottom set of pipes in the 
concrete-lined filter beds is to be as follows; A header of 8-inch 
pipe made up entirely of 8 to 4-inch single branches is to be laid 
along the down-hill bottom edge of the bed, with all of the 
branches on a level with the bottom of the bed. At the center 
of this header there must be an 8 to 10-inch Y connecting with 
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the siphon chamber, or pit, as the present opening is too small. 
It win be necessary to cut into the concrete bottom of the bed 
to set this pipe properly, as it must not stand up high above the 
bottom of the bed, as that would prevent the bed from draining 
completely. If there are any bad places in the concrete in the 
bottom of the bed they must be repaired with good concrete. 

“Into each of the branches mentioned must be laid a line of 
3-inch tile running clear across the bed. This will make a line 
of tile about every two feet. The other end of the tile must be 
blocked off so as to prevent the entrance of sand into the pipe. 
Around this pipe, and for a depth of 8 inches above the concrete 
floor, must be placed a layer of the coarsest gravel obtained 
from the screenings, and above this 18 inches of screened material 
of the next coarser grade. Then come 8 inches of coarsest 
material in which is embedded the next layer of pipe. This 
pipe must be laid all on one grade, with care. The header is to 
be built entirely of 6 by 4-inch double square branches. The 
cross pipes, as before, are to be 3-inch, and of course! about 
every two feet apart. The header is to be provided at each 
end with an elbow and a riser for ventilating purposes. The 
grade of the center of this pipe must be exactly 30 inches 
above the bottom of the bed. 

“Above the 8 inches of coarse material comes another 18 inches 
of filtering material of a finer grade, and above this another 
coarse layer 8 inches thick containing the distributing pipes. 
Greatest caremust be exercised in placing these layers of material, 
as weU as in screening them, in order to get the layers as uniform 
as possible, both as regards thickness and fineness. It is largely 
because of the slovenly way in which this work of screening was 
done that it is necessary to rearrange the beds, but occasion is 
taken at the same time to put in the pipes on a better system, 
and to use more pipe. 

“ The top layer of pipe is similar in arrangement to the bottom 
layer, except that it is reversed' in direction. Great care must 
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Fig. 40. Bearrangement plan of contact beds at Fort Des Moines, Iowa. 
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be taken to get the tops of all vents in proper line and at proper 
grade, so that the appearance will not be bad. There will be 
two vents in each filter bed if the work is done as here de- 
scribed. 

“ The second set of beds shrill be treated m the same manner. 
The arrangement of the pipes is to be the same, care being taken 
to interpose a layer of sand between the bottom of the bed and 
the gravel in which the pipe is embedded, to prevent the 
runnuig of mud into the gravel. 

“The siphons will all require to be set as in the drawing 
furnished, and the elevations must be followed with greatest 
accuracy. The adjustment of these siphons has been changed 
in TTiRViTig experiments, and it will be necessary to measure all 
of the pipes to see that they are of proper length. One of the 
siphons is improperly set in the masonry, and will have to be 
taken out and set so that the bell can be put in the proper 
position.” 

Fig. 40 shows the pipes in the contact beds as rearranged. 
The beds were filled with .filtering material, as indicated in the 
following schedule: 

Figures give depth of layers of material in each bed from 
the top downward. The different grades of material are 
numbered and described as follows: 

No. 1. Gravel screened by hand from the Des Moines River 
sand bar. Almost all of this gravel would pass through a 
three-quarter-inch ring. 

No. 2. Fine gravel screened in running water from the sand 
pumped from the Des Moines River. Sizes from one-quarter- 
inch diameter to one-sixteenth-inch diameter, the smaller sizes 
predominating. 

No. 3. Gravel rejected by one-half-inch round holes in con- 
tractor’s power screen, screened in running water. Largest 
sizes about as No. 1. 

No. 4. Gravel passing one-half-inch round holes in power 
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screen and rejected by three-thirty-second-inch by three-eighth- 
inch oblong holes in screen, screened in running water. 

No. 5. Crushed stone screened as No. 4. 

No. 6. Crushed stone rejected by one-half-inch power screen. ’’ 


Bed A-1. Bed A-2. Bed A-3. 

2 ft. 6 in No. 1 6 in No. 1 6 in No. 3 

1 ft No. 2 3 ft No. 4 1 h., 8 in. . . No. 4 

1 ft No. 4 1 ft No. 3 2 ft., 6 in. . . No. 3 

Bed B-1. Bed B-2. Bed B-3. 

2 ft., 6 in No. 1 4 ft., 6 in. . No. 1 6 in No. 1 

6 in. ... No. 6 4 ft No. 4 

1 ft No. 2 

6 in No, 5 


When sewage was turned on the septic tanks the valves were 
arranged so as to cause it to pass in sequence through the tanks 
in the following order: J, E, F, A, G, and E, and through the 
roughing bed I, A having been converted into a septic tank by 
the removal of the rock. After operating for a short time the 
rock in tank I became clogged, and was taken out. Instead of 
causing the sewage to enter the rock from the drain pipes placed 
in the bottom, the writer inserted a cast-iron grating covering 
the entire area of the tank (8 ft. by 8 ft.), and located about 
18 inches above the bottom, upon which two feet only of rock 
were placed. This has not as yet shown any signs of serious 
clogging. As now arranged all the tanks may be connected in 
series, or either side of the system only may be used, as desired, 
it being possible to drain either side while the other is in 
operation. 

The consumption of water at this post was cut down during 
1905, so that the sewage was much stronger in the autumn 
than in the previous year. The following analyses were made 
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by Mr. J. Q. Wickham, of Iowa State College, a short time after 
the sewage was turned upon the newly restored beds. The 
samples for chemical analysis were made up by taking small 
samples each hour, for 24 hours, the analysis being made the 
next day. Of course oxygen absorption tests made immediately 
with each sample, would have shown better results: 

SEWAGE FROM FORT DES MOINES. 

Chemical Analysis, December 20, 1905. Parts Per 1,000,000. 

Raw Dosing Beds A Beds B Final 



Sewage. 

Tank. 

1, 2, 3. 

1, 2, 3. 

Effluent. 

Free Ammonia .... 

19.000 

11.000 

4.400 

2.000 

1.500 

Albuminoid Ammonia . 

23.500 

8.500 

2.400 

2.200 

1.600 

Chlorine 

20.000 

20.000 

16.000 

18.000 

16.000 

Nitrites 

000 

000 

000 

.060 

.060 

Nitrates 

000 

000 

000 

8.000 

8.000 

Oxygen consumed 15 min. 

304.800 

26.400 

14.400 

7.200 

trace 

Oxygen consumed 4 hrs. 
Solids on evaporation . 

478.800 

62.000 

22.700 

11.900 

20.300 

1520.000 

508.000 

530.000 

546.000 

554.000 

Solids at 180 

1540.000 

492.000 

506.000 

518.000 

534.000 

Solids on Ignition . . . 

586.000 

366.000 

384.000 

340.000 

362.000 


SEWAGE DISPOSAL PLANT, FORT DES MOINES, IOWA 

Bacterial Analysis, Counted Dec. 21, 1905. 


Date. 


Time. 

Raw. 

Septic 

Tank. 

Bed A— 1. 

Bed B— 1. 

Effluent. 

December 18, 

1905 

3 p.m. 

420.000 

480.000 

20.000 

1.600 

40.000 

December 18, 



580,000 

543.000 

21.000 

1.700 

50.000 

1905 

9 p.m. 

330.000 

145.000 

64.500 

120.000 

112.000 

December 19, 

1905 


420.000 

155.000 

45.000 

138.000 

180.000 

2 a.m. 

154.000 

250.000 

162.000 

48.000 

173.000 

December 19, 

1905 



660.000 

137.500 

192.000 

150.000 

9 a.m. 

300 ! 000 

960.000 

320.000 

280.000 

264.000 




300.000 

1232.000 

288.000 


432.000 


An examination of the plant and of these tests shows con- 
clusively that the “ upward anaerobic sand filter ” is nothing 
more than a pool permitting some settling and much algseic 
growth. 
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No alterations were made in it for two reasons: first, that the 
system, both before and after the overhaulmg of the contact 
beds, achieved the specified degree of purification without the 
sand filter at all; and second, because the expense of malrmg the 



Fig. ,41. Suggested rearrangement of sand filter at Fort Des Moines, Iowa. 


filter more effectual would not be justified by the results. At 
one time, however, the writer contemplated modifying this 
design as shown in Fig. 41 so as to make the bed a filter in a 
real sense as described by the following instructions: 

“ The Sand Filter. This will have to be entirely emptied of 
sand and the pipe relaid. The best method is to begin at the 
lower end of the filter and wheel the sand from the bed to the 
opposite end, until about thirty feet are clear. Grade the bottom 
carefully as in the drawing furnished, at that end, and lay the 
pipe in a bed of screened gravel 8 inches deep, being as careful 
as in the case of the other beds to get it true to grade. 

“ In the case of the sand filter which is to be at all times filled 
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with water, it is necessary to have two headers, one for the with- 
drawal of the water, and the other for the escape of air and 
gases. This latter is only 6 inches in diameter and is provided 
with vents every 20 feet, commencing about 10 feet from the 
ends of the bed. 

“ The inlets from the beds above are always submerged, and 
the object of the design is to reduce the velocity of the water so 
as to allow it to flow over the surface of the bed without washing 
the sand of the filter. 

“ The discharge well is shown in the diagram. It is the inten- 
tion to carry out the idea illustrated in the drawing as closely 
as possible without wasting any of the construction work already 
done. In this the elevations are very important, and they are 
given with reference to the top surface of the sand in the draw- 
ing. It is not material in this case if the elevation of the surface 
of the water is the same as it was before the changes, but it is 
not desired to raise the water level because of the banks. 

“ The overflow wall should be at the level of ‘ highest water 
level.’ 

“ In conducting this work care must be taken to leave the 
grounds in the vicinity of the plant in as good condition as 
possible.” 

The writer believes that this system at Fort Des Moines is an 
excellent example of one of the best arrangements for such a 
location. It operates at present under the disadvantage of 
receiving little or no care except at long intervals. However, 
the design might be improved by the following modifica- 
tions; 

1. Locate the filter beds farther apart, and on a gentler slope. 

2. Replace the timing siphons at the second set of contact 
beds by simple discharge siphons. 

3. Alter the sand filter as suggested hitherto. 

The patented features in this system are as follows: 

1. The siphons in the dosing tank (Miller). 
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2. The siphons in the filter beds (Miller), both owned by the 
Pacific Flush Tank Company, of Chicago. 

3. The arrangement for ventilating the contact beds (Ven- 
able), owned by the Sanitary Engineering Company, New 
York. 


Sewage Purification Works at Fort Leavenworth, Kansas. 
The following popular description of the sewage purification 
plant at Fort Leavenworth was published in The Leavenworth 
Times, December 18, 1904: 


The plant is now, and has for some brief time past been, in active daily 
operation, taking care of all the sewage, usually termed foul water, 
coming from Fort Leavenworth. 

The plant, which cost the Government just about $47,000, is now taking 
care of more than one million gallons of sewage daily from Fort Leaven- 
worth, and is pouring into the Missouri River at the present time a pure, 
clear liquid, almost fit to drink as it stands, where formerly the old sew- 
erage system poured a million gallons of poisonous, disease-breeding, 
infected waste into the river 4400 feet above the water works’ mtake 


every day. 

To one who has not been at the plant to inform himself regarding the 
wonders of the little institution, the statements made above will seem 
almost impossible; in fact, so convinced is the general public that sewage 
purification plants are vanities, that when Major McCarthy brought 
sample bottles of the final product of the plant, as discharged into the 
tributaries of the river, to the city, he was hailed as a good-natur^ 
deceiver. Men posted in matters of this kind looked upon the samples 
as one of the major’s little jokes, and yet they were taken from the final 
discharge pipe of the plant, and there is not the least misrepresentation 

The constructing quartermaster explained the workings of the p ant 
to a reporter recently, at which time a visit to every part of the system 
was made. 'Tracing the waste matter from the time it pours m from the 
Post sewer pipes until it is discharged may prove interesting. 

The outlet of the pipe empties its mass of foul water and refuse mto 
what is called a sediment tank inside the building. Here the sohd matter 
sinks to the bottom, and the liquid flows out over the top of the tai* 
into outlets bearing it to six septic tanks builded entirely of concrete 
and surrounding the building on the three sides. These tanks we aU 
under ground and quite air tight and dark. Here the sewage remains for 
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a total of about twelve hours, being constantly worked upon by what is 
called the anaerobic bacteria (commonly the bacteriologic theory of 
darkness), and is considerably cleansed and purified before it is again 
ready to come to the light of day after a twelve hours' journey through 
the six tanks. 

From the last septic tank the liquid sewage flows back into the interior 
of the building and into the so-called dosing tank. Here it accumulates 
until, when it has reached a certain height, one of two alternating siphons 
in the tank discharges a dose of 30,000 gallons into the first contact or 
filter bed to go through the semi-final purification. This filter bed is 
some seventy feet square and is covered on top with concrete to keep any 
air or foul smell from escaping. The beds are, of course, under gi’ound. 
The bed itself is made up of a four feet thick layer of crushed stone, to 
which cling the millions and billions of bacillae — aerobic, as they are 
called. The sewage is carried to every inch of the top of the bed in tile 
pipes, through the crevices of which the water seeps out to every portion 
of the surface, through four feet of crushed stone to the concrete bottom 
of the bed, and is here again taken up by a system of pipes similar to that 
on the top of the bed and carried off to the next bed below as the siphon 
between the two beds discharges. 

Feeding the Germs. Six of these contact beds, three in a row, 
extend farther north from the plant itself. The alternating siphons in 
the plant discharge doses of 30,000 gallons every fifty minutes, first into 
the first bed to the right, and then to the first bed to the left. After the 
water has percolated to the bottom of the first vat to the right it is dis- 
charged through a second siphon into the second bed to the right, and the 
contact bed lies empty for twenty-eight minutes, taking in air from 
funnels to be seen above the sod. This air is needed by the aerobic germs. 
The work of allowing the beds to air out is called resting the bed. In 
reality it is feeding the hard-working germs fresh air to fit them for the 
next dose of sewage. 

In the meantime, fifty minutes later, the siphon at the end of the first 
tank to the left has opened, allowing the sewage to flow into the second 
tank to the left, and it is resting for the space of twenty-eight minutes. 
All this is done automatically. 

_ After the water has pereokted through the second bed on the right side 
m the same manner as through the first, the siphon at the end of right 
bed No. 2 opens and the water flows into the last bed on that side to 
filter through the mass of stone and germs. Leaving this it flows into 
the final bed, known as the sand filter; and after seeping through this 
last sieve is discharged into One Mile Creek as clear as spring water. 
The three contact or filter beds to the right are independent of the three 
to the left so fax as any interchange of water goes, yet they work in per- 
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feet unison, so that there need never be any stop to the eternal flow of 
sewage. In this way, when the water begins to leave bed No. 1 on the 
right, the alternating siphon begins pouring fresh water into bed No. 1 
on the left, and by the time the water reaches bed No. 2 on the left, bed 
No. 2 on the right is already discharging its burden into bed No. 3 and 
preparing for the rest of twenty-eight minutes. 

The whole plant is a marvel of scientific and mechaniP Hl sl-in 

In going over the plant Major McCarthy called the attention of the 
reporter to the fact that there was not the slightest suggestion of any 
foul odor in any portion of the plant. Even in the sediment tank, where 
the fresh foul-water sewage comes in, powerful ventilators carry off the 
stench perfectly through the tall chimney and out of the zone where it 
could cause any inconvenience. 

There is a garbage crematory connected with this installa- 
tion; and the entire plant, including crematory, was built at a 
loss at a contract price of 147,000, — $4.70 per capita on the 
basis of 4000 persons at the post. 

The present writer’s connection with this work began the 
preceding summer. The difficulties encountered can best be 
presented by giving extracts from reports made from time to 
time. The following are taken from a report dated September 
9, 1904. The sewage purification plant was operated in con- 
nection with a garbage crematory, and references in the report 
applicable to the crematory only have been omitted here. 

“I arrived in Leavenworth about the 18th of May, and 
inspected the plant immediately after. There were a great 
many things which apparently required attention upon first 
inspection, and among them were the following: 

“ The sewage had been turned into the purification plant, 
and leaks in some of the pipes had developed, the outflow of 
which passed under the crematory building and came up 
through the floor, and found an outlet to the ravine immedi- 
ately west of the crematory. These leaks have been very 
serious, and were accompanied by considerable damage to the 
walls and floors of the sediment and the dosing tanks. An 
attempt had been made to stop these leaks before my arrival. 
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and it was reported to me by the man who was acting as time- 
keeper that the leaks in the pipes had actually been stopped. 

“ The sludge pan and the screen had not been provided, and 
no drawing showing the contemplated arrangement was avail- 
able. 

“ A sludge pump and its connections had not been installed. 

“ The drains emptying the various tanks in cases of emergency 
were clogged. 

“ Two of the filter beds were unfinished, and the crushed stone, 
sand and pipe required to finish them according to the plan had 
not been ordered. 

“ The filter beds had become overgrown with weeds. 

“ There were other matters that came to my attention soon 
after I began work upon the system, which will be referred to in 
their proper places. 

“ The first work undertaken was to discover the exact location 
of the leaks through which the water escaped from the septic 
tanks. These leaks were in the pipes leading from the roughing 
beds to the trough behind the dosing tank 

“I was informed that these pipes had all been taken up and 
relaid m concrete, but I insisted upon having one taken up for 
my own inspection, and found that only the upper joints had 
been relaid in concrete, and that the joints where the elbows 
approaching the walls of the roughing beds all leaked, and that 
many of the elbows were broken. These pipes should originally 
have been embedded in concrete not less than six inches thick 
underneath the bottom of the elbows and extending from the 
walls of the roughing beds to the bottom of the channels. I 
had them all moved and relaid in concrete. To do this it was 
necessary to remove a large portion of the crushed stone from 
the passage. Such of this stone as came from under the dosmg 
tank was replaced, and the balance was removed. 

In the original design the bottom of the dosing tank was 
placed on a level with the bottom of the passage as buUt and 



ACTUAL INSTALLATIONS 


185 


shown on the original drawing, but owing to a change in the 
location of the building, which I was informed was made by the 
engineer in charge during the absence of your representative, 
the elevation of the foundation was lowered so that it was 
necessary to raise the bottom of the dosing tank to the height 
shown in the drawing attached in order that its contents might 
be entirely delivered to the contact beds. The change in the 
location of the building also moved the first set of filter beds 
down the hill, and, while not changing their elevations, shortened 
the purification system and made it impracticable to locate the 
sand filter upon a firmer soil than that upon which it is built, 
to which matter I will refer later. The sand filter is built in 
practically the same position as that shown on the original sketch, 
from which it will be apparent that the lower end of the filter is 
on filled ground. 

“ The raising of the bottom of the dosing tank without increas- 
ing the area of the tank reduced the size of the dose that could 
be taken from the tank, and made it necessary for a portion of 
the dose to be drawn from the septic tanks. This was your 
engineer’s intention at the time the change was made, but, as I 
discovered later, he had not provided for the carrying out of his 
intention by properly locating the pipes through which the 
sewage passes from the septic tanks to the dosing tank, and I 
was later obliged to make extensive changes in order that this 
result might be accomplished. 

“ Besides the leaks in the pipes there were leaks in the concrete 
under the rock below the bottom of the dosing tank. The 
floor just referred to would have been the bottom of the dosing 
tank had not the elevation of the buUding been changed, and it 
would have been accessible for repairs had it been so constructed. 
There was no necessity for placing the crushed stone upon this 
floor, and building a floor at a higher elevation, as the siphons 
could have been built at the proper elevation and the water 
allowed to remain in the bottom of the dosing tank, where it 
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could not be removed by the siphons; in which case a drain 
should have been provided from the dosing tank to the ravine 
to completely drain the tank in cases of emergency. Had this 
been done, there would have been a savmg on the cost of the 
crushed stone and of the new bottom in the dosing tank, which 
amounted to a great deal of money, and also a saving in labor 
and materials required to overcome the effect of the leaks. 
This additional floor or rock cost perhaps from $1000 to $1200 
directly or indirectly, for which we get no return. In order to 
stop the leaks in this hidden floor, it was necessary to make the 
trough water-tight from the bottom of the dosing tank as 
actually constructed to the original lower floor. 

“I then drained all of the septic tanks, and had them 
thoroughly washed out by the use of a fire hose, which was 
kindly lent by the Post Quartermaster for the purpose. This 
hose was connected to a plug 750 feet from the crematory build- 
mg. As soon as the septic tanks were cleaned enough to enter, 
I made a thorough inspection of all of them. The walls and 
the floors were in good condition, but the forms had not been 
removed from the roofs, so that the roofs could not be inspected. 
The removal of these forms was made exceedingly impleasant 
by the fact that the sewage had been turned into the system 
while the forms were still in place, in order that your represen- 
tative might show the system to some visitors from Kansas 
City. These forms ought to have been removed before any 
liquid was turned into the tanks. After they were removed I 
carefully inspected all of the roofs, and decided that a 
amount of repair work would be required to make them thor- 
oughly safe. The principal item of this repair work was not 
completed until some time later, it consisting of plastering 
until it was water-tight a crevice between the roof of the tanks 
and the top of the walls on the southern side of the lowermost 
tank. We have experienced no dfficulty with leaks from the 
septic tanks, and I believe that the walls and foundations are 
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of the very best quality, and that no difficulty will ever be 
experienced with them. 

“ Inside of the building, however, I considered it advisable to 
plaster with a thin coat of Portland cement mortar the entire 
roof over the dosing tank and the troughs. This work was 
undertaken as soon as the repairs to the leaks just referred to 
had been completed. 

“ Before turning the sewage into the system I made a careful 
examination of the dosing siphons and found that they leaked 
considerably, and it was necessary to remove a large part of these 
siphons and relay the clay pipes of which they are constructed 
with, thoroughly tight joints, and embed the joints in Portland 
cement concrete. This was a difficult job, and it took con- 
siderable time. After this had been done the floor of the dosing 
tank was carefully examined, and several small leaks were 
thoroughly repaired. 

“ The sediment tank had been drained before this work 
was undertaken, and a heavy rain occurring, it was discovered 
that water came up through the bottom of the sediment tank 
through some small cracks that communicated with the 
earth underneath the lower foundation. These cracks were 
repaired. 

“ The vent openmg into the inner chimney from the sediment 
room was reduced from 30 inches in diameter shown on the plapi 
to 15 inches in diameter as actually constructed. I originally 
installed this 30 inches in diameter, but found that so much air 
passed through the opening into the inner chimney that the 
draft of the crematory was considerably impaired, and. upon 
a calculation (roughly) of the quantity of air passing 
was convinced that it took far more than was required to thor- 
oughly aerate the first set of contact beds and to carry off the 
gases from the septic tanks. I therefore bushed this hole with 
a 15-mch clay pipe, and found that a current of air passqd 
through this pipe when the crematory is in operation at a velo- 
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city of from 10 to 15 feet per second, which is ample for the 
purpose of ventilating the beds. 

“ Erom the start I disapproved of the sludge screen because I 
considered it unnecessary, but there was nothing to do under 
the contract but to install a screen as specified, and this was 
done. The water motor was found to be of sufficient capacity, 
and was connected up and the screen operated. It was found 
that there is not sufficient material to be removed by this screen 
to justify its operation, and as any screen of this kind would be 
a source of expense both for its maintenance and for its opera- 
tion, I very earnestly recommend that the screen be removed 
entirely, and that m its place there be provided a skimming 
ladle and a scoop, the one to remove from the surface of the 
sediment tank any material such as sticks, corks, and the like 
that would not readily dissolve in the septic tanks and that 
would float upon the surface, and the other to remove any grit 
and heavy fragments that may sink to the bottom of the sedi- 
ment tank. There is a very small amount of such material to 
be removed, and the man could remove it by hand in half an 
hour each morning. 

“ The sludge pump as shown on the design accompanying the 
bid was to be connected to the bottom of the sediment t.g.nlr 
and it is now so connected; but there is very little sludge that 
accumulates in this place, and the sediment tank and its adjuncts 
are now so arranged that any sludge that would accumulate in 
the sediment tank will either rise to the surface and be easily 
skimmed over the scum-wall into the septic tanks, or it will pass 
under the scum-wall into the septic tanks without skimming. 

‘‘ The system is designed to remove at least 80 per cent of the 
solid material in the septic tanks, and there actually disappears 
a larger percentage; but that which it does not remove will 
accumulate in the septic tanks and not in the sediment tanks, 
and it wiU be necessary to remove portions of it from the septic 
tanks from tune to time. In order to do this I recommend that 
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not only the screen be done away with, but that the present 
connection of the sludge pump to the sediment tank be removed, 
and that connections be made from the sludge pump to each 
one of the four septic tanks. This will make it possible to 
remove the sludge from any tank at any time by pumping it 
direct into the sludge pan where it will be evaporated to dry- 
ness, but it will cause no offense in its removal and will not 
require the opening of any manholes. There would be, of 
course, a certain amount of expense attached to this change, 
but the advantages would be very considerable. 

“ I have said in another connection that it was necessary, on 
account of the change in the elevation of the building, to draw 
upon the septic tanks for a portion of the dose. A careful study 
of the arrangement of the passages through which the sewage 
flows into the septic tanks and out of them convinced me, first, 
that without modifying these passages a dose could not be 
drawn from the septic tanks ; and second, with the passages as 
arranged, the complete control of the sewage could not be 
obtained, as the sewage would flow through the short sluice- 
boxes much more rapidly than through the large. Experiment 
showed that the latter was the fact, and that, when water was 
permitted to flow through the system with all the sluices open, 
it actually passed only through the two septic tanks with short 
sluices, only a very small portion passing through the large 
tanks, so that the septic action was only about one third of 
that estimated in the design. -To obviate this difficulty and to 
make it possible to completely control the flow of the sewage, 
and also for the purpose of making the fermentation of the 
sewage take place in regular stages, I changed the passages so 
as to arrange the tanks two in series and two in multiple, with 
the ability to by-pass any tank or shut it off. This raises the 
elevation of the sewage in some of the septic tanks, and lowers 
it slightly in others, but it enables us to control the process of 
fermentation absolutely and to very greatly increase the actual 
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capacity of the tanks, because of the regularity with which the 
fermentation takes place. It also enables us to take samples 
of the sewage at the various stages, which we can analyze and 
use the information so obtained in making any further improve- 
ments and in designing other systems. 

“ One difficulty has been experienced, and that is the clogging 
of the roughing beds. It is possible that further changes may 
be required in the roughing beds, but it may be probable that 
this clogging has gone as far as it will ever go, and that it will 
not be a serious source of trouble. The clogging was largely 
caused by the fact that the pipes leading from the septic tanks 
to the roughing beds originally approached to within three or 
four inches of the bottom of the septic tanks, and in that location 
carried over sludge into the roughing beds while they should 
have carried over only a partially clarified effiuent. This defect 
has been remedied by the cutting off of these pipes to a proper 
length. The new arrangement of sluices makes possible the 
absolute control of the fiow of the sewage so that any portion 
of the system may be used while another portion is cut out of 
service. This work occupied considerable time, as the defects 
in the elevations were not anticipated. 

“After the various defects at the septic tanks had been 
remedied, the sewage was turned in and the work of adjusting the 
siphons undertaken. These siphons were originally purchased 
from the Pacific Flush Tank Company accordmg to the plans 
agreed upon, but your former representative had purchased 
siphons made with plain cast-iron piping, and he had specified 
galvanized iron piping in the contract with the Government. 
Galvanized iron pipes were made for all these siphons by the local 
plumber, who took one of MiUer’s siphons and cut the pipes for all 
of them to correspond. In assembling his pipes he did not get all 
the siphons put together in exactly the same manner that they 
had been put together by the original maker, and besides this he 
did not get all of the jomts perfectly tight. As a result, some 
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work had to be done in tightening the joints before any test of 
the siphons could be made; but this would have been a trifling 
matter had the siphons as furnished by the Flush Tank Com- 
pany been what were required for the actual system as installed, 
and had they been set at the proper elevations. 

“ The arrangement of the siphons and the design of the siphons 
in a system of this kind are of much importance in the engineer- 
ing work, and must be most carefully considered. I am of the 
impression that the siphon builder was furnished with certain 
data regarding the levels of the water to be expected in the 
filters beds, and that he designed the siphons correctly accord- 
ing to that data, but that the data originally furnished him 
were not correct, and also that the siphons were not set by 
your instrument man at elevations corresponding to those fur- 
nished the maker. There were thus two errors. The first error 
arose from the incorrect calculation of the water levels in the 
various contact beds, the percentage of the voids being taken 
at too high a figure and the leakage ignored. Tfie first bed, 
which is a covered bed, holds less than it was expected to hold, 
while the second bed holds more than the first, and the third 
bed holds more than the second. Thus, if the siphons had 
been set at the elevation indicated by water levels fxirnished 
their maker, the depth of water in each siphon pit would have 
been less than that for which he designed by at least a foot 
in the second bed, and by perhaps 18 inches in the third bed, 
when the dose was adjusted so as to entirely fill the first bed. 
But the siphons were not set at such elevations, the first set of 
siphons being approximately correct, the second set being 
placed six inches too low, and the third set being placed thirteen 
inches too low, so that it was impossible for the second set or 
the third set to t 9 .ke air under the beUs at the proper time; and 
the sewage, instead of being retained in each bed for a certain 
length of time, flowed through the siphons continuously. Be- 
fore differences in the capacity of the beds could be detected, it 
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was necessary for me to set the siphons at the proper elevations, 
to correct the mistakes made by the plumber, and to make all 
the joints perfectly tight. I then discovered that it was necessary 
to make very complete changes in piping. In making these 
changes I did considerable work upon the siphons; and as there 
was no means of draining the siphon pits except by the opera- 
tion of the siphons, I was obliged first to place drain valves in 
all of the fiOiter beds in order to be able to work in them. Finally 
I got all the siphons working. The following is the manripir in 
which they work at the present time: 

“ A dose delivered to the first bed is held in contact some time 
and then discharged to the second bed, where it remains in con- 
tact until a second dose arrives at the second bed, when the two 
doses pass on together to the third bed, and immediately pass 
from the third bed to the sand filter without the use of the 
timmg device in either the second bed or the third bed. This 
method gives considerable purification, and we will shortly know 
if the purification is sufificient ; but it is not the system that was 
originally intended, and it is not practicable to make the siphons 
operate according to the system originally intended without con- 
siderable modification either to the siphons or to the beds. 

It is a fact that the quantity of sewage flowing through the 
system is considerably in excess of that upon which bids were 
asked and according to which the contract was drawn. This is 
a very serious matter. 

“ There were many mmor matters that needed attention, such 
as the painting, the openmg of the drains, the grading of the 
ground so as to protect the beds against rain water, the cutting 
down of trees at the lower end of the sand filter, the repairing 
of leaks, the repairing of the roof and the down-spout for rain 
water, the paintmg of the iron work, and removal of certain 
lettering from the manhole covers, all of which has been practi- 
cally completed. In connection with the purification plant it is 
necessary to state that the sand filter, being built partially on 
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filled ground and in a loamy soil upon a steep bank above the 
creek, has been a source of great anxiety and considerable ex- 
pense. I did not know until I examined this filter with water 
in it that the foundation was insecure, but immediately after 
ihe sewage was turned into the system I discovered that the 
banks were sliding, and in order to stop this I immediately 
employed a team with a scraper which has been continually at 
vork for more than a month reinforcing these banks and re- 
ining parts of them with clay. The team also scraped channels 
or the rain water so as to divert it from the dangerous banks. 
Besides this I have built a wall of riprap five feet high and fifty 
eet long at a point in the creek where the bank is exposed to 
cashing. I have modified the outflow from the sand filter by 
nclosing it in a 12-inch pipe and conveying it to a point entirely 
•elow the bank, and I have also cut down all of the trees near 
he top of the bank where the filter is located. The bank be- 
ween the last set of contact beds and the sand filter also gives 
le some anxiety. This bed is located entirely too close to the 
Iter, just as the filter is located too close to the creek. There 
as been considerable washing of the bank on the west side 
ito another creek by a deep cut that has been scraped through 
le ridge. There is still some scraping to be done to make these 
anks secure, and they will continue to be a source of anxiety 
ntil the system has successfully passed through the severity 
' winter. It is necessary to move a great deal of earth in order 
I prevent the sliding that has commenced.” 

The following letter indicates continuation of work on this 
'stem, and its completion. At its completion the quantity 
sewage was found to be about 1,185,728 gallons per day, in 
»proximately uniform flow, there being a dose of 37,054 gallons 
scharged about every 45 minutes, or thirty-two such doses 
r day. This, in an alternating system, made a dose into each 
d once every hour and one half, the volume being several 
nes that calculated upon. 



TREATMENT OF SEWAGE 


be Constructing Quartermaster, 

Fort Leavenworth, Kansas. 

r: I have finished all the adjusting, repairing and modifying to the 
age purification plant at Fort Leavenworth, and find everything has 
1 completed in accordance with the original contract, subject to such 
lifications and improvements as you are aware of, and as have been 
roved. For your convenience I here give a list of the more important 
ages and improvements, the details of which have been discussed 
where. 

le screen has been removed and the sludge pump connected by 
able pipes to each of the four septic tanks, instead of only to the 
ment tank. 

le septic tanks have been arranged with pipe connections and dia- 
igms so as to completely govern the flow of sewage through them in 
)ortion to their capacities. 

)ntact beds E and F have been improved by removing the sand con- 
ed in them and replacing it with broken stone at a proper elevation, 
le sand filter has been converted from an ''upward^' to a downward^^ 

le “roughing beds^' have been transformed into additional septic 

s. 

lese changes and improvements are all very beneficial to the system, 
le they have been in progress, however, the sewage has for long 
)ds passed through the system, with adequate purification; and the 
• beds have become thoroughly active with bacteria. During these 
)ds you have made frequent examinations of the effluent, and found 
lorless, odorless and non-putrescible. 

XYSIS OF EFFLUENT FROM SEWAGE PURIFICATION PLANT 
AT FORT LEAVENWORTH, KANSAS. 

Extracts from Specifications. 

he Doain system must be capable of properly purifying all sewage 
2 S of a population varying from 2500, with a TnayiTmim flow of 
10 gallons, to 5000 people and a maximum flow of 125,000 gallons 
ly four hours, and the sub-system for a population of about 100 
le with a maximum flow of 2500 gallons in any four hours.'' 
FFiciENCY. The purification of the sewage by the system and 
. to be installed must be such that the effluent may be discharged 
bhe Missouri River without injury thereto for potable purposes." 
he effluent from the system must be clear, colorless, odorless and 
)utrescible. It must contain not more than ten per cent of the 
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original organic matter and must be practically free from typhoid or 
other forms of pathogenic germs. 

'^The contractor will provide for the services of a competent expert, 
who shall be acceptable as such to the officer in charge, and who shall 
make three chemical and bacterial analyses of the effluents from the 
several stages of the process at intervals of one month during this period 
of operation, copies of such analyses being furnished to the officer in 
charge/' 


In notes submitted to the Constructing Quartermaster by Captain 
Wm, Mayo Venable, it is shown by actual measurements that the sewage 
handled by the system on December 4 and December 5, 1904, amounted 
to thirty-two doses of 37,054 gallons in each twenty-four hours, or about 
1,185,728 gallons per day. Measurements taken by the Post Quarter- 
master during the entire month of February, 1905, night and day, show 
substantially the same average flow per day. 


War Department, 

Office of the Quartermaster-General. 

Washington, December 20, 1904. 

Major D. E. McCarthy, Constructing Quartermaster, 

Fort Leavenworth, Kansas. 

Sir: Referring to letter of The Municipal Engineering Company, 
dated November 9, 1904, and your endorsement, dated December 13, 
1904, you are hereby informed that but one chemical and bacterial 
analysis of the outflow of the sewage purification plant will be recognized 
as sufficient by this office, provided same is found to be satisfactory and 
in accordance with the weekly tests made by the Post Surgeon. The 
object of the provision in the specifications is to have a disinterested 
party make the chemical analysis, as much for the protection of the 
contractor as it is for the protection of the Government. However, the 
Government must receive its protection by the analysis by the Post 
Surgeon. The result as found by the Post Surgeon will be recognized 
as sufficient by the Surgeon-General's office, according to information 
received therefrom. Your acceptance of Dr. L. C. Hoffman, of Des 
Moines, Iowa, as a competent expert, is approved by this office. 

Respectfully, 

(Signed) C. F. Humphrey, 

Qr. Mr. General, U. S. A. 
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War Department, 

Office of the Surgeon-General. 

Chemical Laboratory, 
Washington, D. C., January 12, 1905. 


To the Surgeon-General, United States Army, 

Washington, D. C. 

Sir: I have the honor to report that I have completed the examina- 
tion of the two samples of effluent from the two sewage disposal plants 
at Fort Leavenworth, Kan., and sent to this office for that purpose by 
Lieut. Col. and Dep. Surg. Gen. John V. R. Hoff, U. S. Army, and beg 
to report the result as follows: 


ANALYSIS STATED IN PARTS PER MILLION. 



Chlorine. 

Nitrogen 

2LS 

nitrates. 

Nitrogen 

as 

nitrites. 

Free and 
saline 
ammonia. 

Oxygen 
Albuminoid used in 
ammonia. moist 

combustion. 

Total 

solids. 

No. 1. 

35 .00 

4 .1665 

0.1110 

2 .7000 

0 .5525 

4 .9550 

480.00 

No. 2. 

35 .00 

1 .2500 

0 .0165 

. 0 .5850 

0 .4250 

4 .4545 

472 .00 


ANALYSIS STATED IN TERMS 

OF ''GRAINS PER 





GALLON.” 





Chlorine. 

Nitrogen 

as 

nitrates. 

Nitrogen 

as 

nitrites. 

Free and 
saline 
ammonia. 

Albuminoid 

ammonia. 

Oxygen 
used in 
moist 

combustion. 

Total 

solids. 

No. 1. 

2.45 

0 .2917 

0 .0078 

0 .1890 

0 .0387 

0.3483 

33 .60 

No. 2. 

2.45 

0 .0875 

0 .0012 

0 .0410 

0 .0298 

0 .3148 

33 .04 


Sample No. 1 was clear, colorless, and contained no appreciable sedi- 
ment and no perceptible odor. Sample No. 2 was also clear and color- 
less, possessed a faint sewage-like odor and very meager sediment. In- 
asmuch as the data respecting the organic matter in the original sewage 
are not furnished, I am unable to report whether the above figures are 
more or less than ten per cent of the original. As to whether this effluent 
will be without injury to the waters of the Missouri River for potable 
purposes depends at any moment on the relative volumes of the effluent, 
the distance of the intake of the water system from the effluent discharge, 
and the power of the river water, by reason of its large or small amount 
of dissolved oxygen to oxidize this residual organic matter in a short 
lapse of time. Broadly speakmg, no serious pollution is likely to occur 
if this stream into which the discharge takes place always has a fair 
surplus of dissolved oxygen. This may be roughly tested by mixing the 
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efHuent with an equal volume of river water and incubating the mixture 
for two days, during which time no putrefaction should occur. 

Several Boards and Joint Committees in Great Britain investigating 
river pollution have fixed upon the following essentials in their standard 
adopted : 

Albuminoid Ammonia, less than one part per million^ indicates ''good'' 
effluent in the absence of other easily observed objections, as foul smell, 
excessive turbidity, etc. This is equivalent to 0.07 grams per gallon. 
The dividing line between "good" and "bad" is taken as 1.6 parts per 
million, or 0.112 grains per gallon. 

The amount of oxygen required in moist combustion must be not more 
than 1.0 grain per gallon, an equivalent of 14.00 per million. 

Very respectfully, 

(Signed) Edwin Hodge, Chemist in Charge. 


Foet Leavenworth, Kansas, January 12, 1905. 

To the CoNSTRtrcTiNG Quartermaster, 

Fort Leavenworth, Kansas. 

Sir: Referring to your letter of the 9th instant, I have the honor to 
inform you that the examination made here of the water at the outfall 


of the sewer plant shows: 

Bacteria 2740 per c.c. 

December 28, 1904, Oxygen absorption test (100,000) 1.856 

January 4, 1905, " " " " 1.7134 

Very respectfully, 

(Signed) J. Van R. Hoff, 


Lt.-Col. Dep. Surg. General U. S. A., Surgeon. 


Office of Constructing Quartermaster. 

Fort Leavenworth, Kansas^ January 25, 1905. 

The Municipal Engineering Company, New York City. 

Gentlemen ; Referring to your communication dated the 17th instant, 
you are informed that the tests made at the surgeon's office. Fort Leaven- 
worth, Kansas, was the four (4) hour test. The temperature maintained 
was 80 degrees F. 
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The surgeon states also that these examinations show a decrease in 
the amount of oxygen absorbed, viz.: 

January 11, 1905 0.714 parts per 100,000 

“ ^ 18, 1905 0.582 100,000 

These tests were made under the conditions stated above. 

Very respectfully, 

(Signed) D. E. McCarthy, Major and Quartermaster, U. S. A., 

Constructing Quartermaster. 


Fort Leavenworth, Kansas^ February 2, 1905. 

To the Surgeon, Fort Leavenworth, Kansas. 

Sir: I have the honor to submit the following report of analysis of 
sewage and effluent from the sewage purification plant at this Post : 


Analysis Stated in Parts per 100,000. 
MAIN PLANT, No. 1. 

Raw Sewage : 

Free and saline ammonia 

Albuminoid ammonia 

Oxygen absorbed in 4 hours at 80 degrees F 

Effluent : 

Free and saline ammonia 

Albuminoid ammonia 

Oxygen absorbed in 4 hours at 80 degrees F 

Oxygen absorbed in 3 minutes before incubation 

Oxygen absorbed in 3 minutes after incubation, for 5 
days at 80 degrees F 

Sewage: AUXILIARY PLANT, No. 2. 

Free and saline ammonia 
Albuminoid ammonia 

Oxygen absorbed in 4 hours at 80 degrees F. 

Effluent: 

Free and saline ammonia 

Albuminoid ammonia 

Oxygen absorbed in 4 hours at 80 degrees 

3 minutes before incubation 
“ " “3 “ after « . ’ ' ‘ 


1.23 

.37 

1.81 


.32 

.062 

.523 

.14 

.135 


1.16 

.24 

1.54 


.39 

.058 

.48 

.12 

.113 
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Dissolved oxygen in river water 6.7 c.c. per liter ... .96 

Dissolved oxygen in mixture of equal parts of river water 
and effluent No. 1 after incubation of 2 days at 37 

degrees C 871 

Dissolved oxygen in mixture of equal parts of river water 
and effluent No. 2 after incubation for 2 days at 37 
degrees C 162 


From the above data it will be seen that the effluents from both plants 
compare favorably with the standards adopted by various Boards, viz. 


Derbyshire County Council . 


Albuminoid 

Ammonia. 

. . 0.1 

Oxygen 

Absorbed. 

1.0 

Ribble Board 

... 

. . 0.1 

2.0 

Mersey & Irwill 

. . . 

. . 0.14 

1.4 

Plant No. 1 

. • . 

. . 0.062 

0.523 

Plant No. 2 

. 

. . 0.058 

0.48 


Very respectfully submitted. 

(Signed) J. T. Edwards, 1st Lieut. Asst. Surg. U. S. A., 

In charge of Laboratory. 


Pathologic and Bacteriologic Laboratory. 

Chas. H. Hoffman, M.D., Ph.D. 

Des Moines, Iowa, December 24, 1904. 

The Municipal Engineering Company, New York City. 

Gentlemen: I have the pleasure to herewith submit to you a report 
of the chemic and bacteriologic examination of sewage from the plant 
at Fort Leavenworth, delivered to me by you for examination. 


Chemical Examination : 

Sample Labeled Sewage — 

Oxygen consumed in 3 hours at 37° C. grams per liter . . 01205 

Nitrogen as albuminoid ammonia 13.167 

Sample Labeled Dosing Tank — 

Oxygen consumed in 3 hours at 37° C 01205 

Nitrogen as albuminoid ammonia 6.333 
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Sample Labeled Effluent — 

Oxygen consumed in 3 hours at 37° C 00328 

Nitrogen as albuminoid ammonia 1.805 

Bacteriological Examination: 

Number op Bacteria — 

Sewage 17150 per c.c. 

Dosing Tank 7175 '' 

Effluent 275 “ “ 

All of which is respectfully submitted. 

(Signed) C. H. Hoffman. 


Pathologic and Bacteriologic Laboratory. 

Chas. H. Hoffman, M.D., Ph.D. 

Des Moines, Iowa, January 9, 1905. 

The Municipal Engineering Company, New York City. 

Gentlemen: I beg leave berevnth to submit a report of an analysis 
of a sample of sewage forwarded to me from Fort Leavenworth and 
labeled — ^ 

Effluent from Sub-system : 

The number of bacteria were 6442 per c.c. at temperature of 37° C. 
Chemical Examination: 

oxygen consumed in 3 hours was 2.122 parts per 

The amount of albuminoid ammonia was 1.434 parts per 1,000,000. 
Very truly yours, 

(Signed) C. H. Hoffman. 


War Department, 

OmcB OP THE Suhgeon-General, Ahmt Memcal Museto 
and Library. 


Appendix B. 


Washington, D. C., January 14, 1905. 


Report of bacterial examination of effluents from 
plant at Fort Leavenworth, 


sewage disposal 
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Effluent from Sewage Disposal Plant No, 1. 

Numerical count 3727 bacteria per c.c. 

All of the ten glucose bouillon fermentation tubes receiving one c.c. 
of this water contained gas on the second day, the amount present vary- 
ing from 5 to 35 per cent. Judging from the proportion of gas (5-15%) 
present in three of the tubes they contained B. proteus. The others 
appeared to contain B. coli, and this organism was isolated from three 
that were examined for that purpose. 

Effluent from Sewage Disposal Plant No. 2. 

Numerical count 8152 bacteria per c.c. 

Of the ten fermentation tubes charged with one c.c. of this water, aU 
contained gas on the third day, the amount ranging from 5 to 30 per cent. 
In seven (70%) of these tubes the amount of gas present was indicative 
of the presence of B. proteus; in only three did it indicate B. coli, and 
this organism was obtained from them by plating. 


(Signed) James Carroll, 

1st Lieut. Asst. Surgeon, U. S. A., 

Curator, Army Medical Museum. 


Fort Leavenworth, Kansas, February 2, 1905. 

To the Surgeon, Fort Leavenworth, Kansas. 

Sir: 


Estimation of Bacteria : 

No. per c.c. in sewage entering No. 1 plant 23,720 

“ No. 2 36,890 

“ effluent from No. 1 “ 4,628 

« “ “ No. 2 “ 9,875 


Very respectfully submitted. 

(Signed) J. T. Edwards; 

1st Lieut. Asst. Surg., U. S. A., 

in charge of Laboratory. 
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New York, December 26, 1904. 

Major D. E. McCarthy, Constructing Quartermaster, 

Fort Leavenworth, Kansas. 

Dear Sir; I enclose herewith a report of Dr. C. H. Hoffman upon the 
analysis of the sewage and effluent at Fort Leavenworth. The samples 
examined by Dr. Hoffman were taken by Dr. Edwards and myself. Dr. 
Edwards took samples at the same time to send to Washington and to 
examine himself. Of the three sets of analyses, especially of the bacterial 
counts, I would regard those of Dr. Edwards as of most value, as his 
samples did not have to stand long or to be subjected to great changes 
of temperature in transportation. The samples examined by Dr. Hoff- 
man were carefully packed and were delivered to him in Des Moines at 
ten o^clock the day after they were taken. 

The record of the oxygen absorption tests was given by Dr. Hoffman 
in grams per liter. These may be reduced to parts per 100,000 by mul- 
tiplying the values given by 100. This gives you 

Oxygen Consumed in Three Hours, in Parts per 100,000. 


Sample of sewage 1 . 205 

Sample of septic tank effluent 1 . 205 

Sample of purified effluent 328 


To show what these tests indicate, I would compare them with those 
of tests of Manchester and Oldham sewage, given on page 39 of Fowler's 
work on ‘‘Sewage Works Analysis." 

Oxygen Consumed in Four Hours, in Parts per 100,000. 


Manchester sewage, crude 12.24 

“ “ from septic tank 8.40 

“ “ purified effluent 83 

Oldham “ crude 5.14 

“ “ purified effluent 80 


By comparing these the Leavenworth effluent is seen to be very . 
superior to these other effluents, which are typical and satisfactory, 
although owing to the dilution of the Leavenworth sewage, the oxygen 
absorbed by the crude sewage is very little. 

Dr. Hoffman's tests show a reduction of nitrogen, indicated by the 
albuminoid ammonia, equivalent from 13.167 to 1.805. This is a reduc- 
tion of 85.5 per cent. This roughly represents the percentage of organic 
matter removed by the process, but does not take into account that por- 
tion of the organic matter that enters the tank in large particles or lumps, 
too large to readily enter the stoppered bottles used to take samples. 
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The bacteriologic examination shows such a small number of bacteria 
that we would prefer to rely on the results of Dr. Edwards. If the figures 
given for the purified effluent are anywhere near the truth, the number 
of bacteria present in these samples is astonishingly small. 

Very respectfully, 

THE MUNICIPAL ENGINEERING CO., 
(Signed) W. M. Venable, General Manager. 


New York, JFanuary 28, 1905. 


The Constructing Quartermaster, 

Fort Leavenworth, Kansas. 

Dear Sir: We herein tablify the results of three sets of tests of 
oxygen absorption made of the samples taken on the same day and 
examined by three competent experts : 


Parts per 100,000 

Tests made by oxygen absorption. 

Dr. C. H. Hoffman, Des Moines, Iowa (3 hour test) 328 

Dr. Edwin Hodge, Washington, D. C. (No. 1) 495 

(No. 2) 454 

Dr. J. T. Edwards, Fort Leavenworth (4 hour test), (No. 1) 1.856 

(No. 2) 1.713 

Dr. Edwards, samples, January 11 714 

« « “18 582 


Dr. Hodge gives also .055 and .042 parts of nitrogen as albuminoid 
ammonia per 100,000. 

Our guarantee at Fort Des Moines, which was considered sufficient 
for an effluent discharged into the headwaters of the Mississippi River, 
was that the effluent should contain not more than .148 parts of albumi- 
noid ammonia, nor absorb more than 1.43 parts of oxygen in four hours' 
test. The effluent at Fort Leavenworth is about three times this pure, 
and certainly is suitable for discharge into the Missouri River. Dr. 
Edwards' tests show that it continues to improve. 


Very respectfully, 

THE MUNICIPAL ENGINEERING CO., 
(Signed) Willard Young, President. 
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The system operated with but little attention during the 
winter. On April 1, 1905, the writer visited it and reported as 
follows: 

“This system has been placed in an entirely different con- 
dition from that when I last visited it, by the cutting down of 
the surplus water. There are now fifteen doses per day, of 
about 30,000 gallons or less each, or about 450,000 gallons per 
day, — less than 150 gallons per person. In December there 
was almost three times as much water. Now the sewage is 
much more concentrated. It remains in the septic tanks be- 
tween 18 and 24 hours. The flow also fluctuates now, there 
being sometimes 75 minutes between doses (IJ hours) and 
sometimes as much as 150 minutes (2J hours). Briefly, the 
former condition was that when every faucet was left running 
all the time, and the flow was steady, though the concentration 
of the sewage variable. Now the sewage is more uniform in 
character, much more offensive, and fluctuating in amount. 
There is also a fluctuation during the week, Monday having 
about 60,000 gallons more than Thursday and Friday. 

“ Mr. Jones has been adjusting the siphons to longer periods; 
but he has gone too far, and I have had to shorten the period 
of contact. 

“ All of the beds have stood and are performing their duty, 
but the eflluent is not as good as formerly. The aeration of 
the middle set of beds is very poor. I think I can improve 
it by an mexpensive change in the piping at the headers 
delivering water to the beds, makin g the water enter the 
lower set of pipes instead of the upper. The siphons are work- 
ing well. 

“ We are experiencing the same trouble m filter beds C and D 
as we had in beds E and F, but with the plan heretofore set 
forth I hope to overcome all difficulties. The smaller crushed 
stone is possibly decomposing and crumbling mto a pasty mass. 
Mr. Jones tells me that there is six inches of such material in 
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ih of these beds, but I knew nothing of this, the beds being 
jirely laid when I first came here.” 

The trouble in beds C and Z) did not continue to increase as 
)idly as feared. The following table shows the consumption 
water at this Post for a period of nine months following com- 
■ints made by the builders of the sewage works, because of 
s excessive surplus of water turned into the sewer. These 
nplaints resulted in a complete overhauling of the plumbing 
the Post and a saving of some $25,000 per annum to the 
vernment in water bills. 


Consumption of water during month of 


Gallons. 


uaiy, 1905 . 
>ruary, 1905 
rch, 1905 
a, 1905 . . 
jr, 1905. . . 
e, 1905 . . 
r, 1905. . . 
5ust, 1905 , 
tember, 1905 


33,614,372 

26,574,196 

18,267,656 

15,749,140 

15,864,332 

16,669,180 

14,940,552 

15,083,869 

11,174,374 


During all of this period the plant was operated by the Gov- 
ment, the writer visiting it a few times in the interests of 
! builders. Some experiments were directed by him through 
respondence and carried out by the foreman in charge, 
e object of these experiments was to improve the aeration of 
! second set of contact beds by drawing a mild current of 
through them into the stack of the garbage crematory con- 
ited with the plant. Late in 1905, the foreman reported 
gging of the first set of beds, which were covered with con- 
te and earth, so that they could not be examined with the 
j. Experiments were then instituted to improve the aeration 
these beds, and from reports received by letter were appar- 
;ly successful. However, upon visiting the works on Novem- 
’ 4, the writer found the conditions worse than he expected, 
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as shown in the following extract from a letter dated November 
5. 1905: 

“ The dose from the dosing tank backs up in the pipes leading 
to the filter beds each time the siphon discharges and overflows 
the partition wall between the two siphon discharge passages so 
as to go into both of the first two contact beds instead of into 
one only, each time. This causes the dose to discharge slowly, 
requiring 20 minutes to discharge instead of to 10 minutes 
when beds were not clogged. 

“ The purification is entirely adequate, but the beds A and 
B are clogged to a considerable extent.” 

Instructions were given to test the ventilation of these beds 
by measuring the draught in the vent pipes. A few weeks later 
the cover of the beds was removed in places and the distributing 
pipes for sewage examined. They were found filled with a 
mixture of fine sludge and grease, with some clay m the smaller 
pipes, which were embedded m the crushed stone of the filter. 
The mterstices in this stone near to the top surface were also 
almost completely filled with sludge. 

The presence of the grease was the most unexpected matter 
discovered, and the writer at once investigated it. He found 
that a large steam laundry had been installed at the Post, and 
was discharging a grease-saturated poisonous effiuent into tbe 
sewer. This was the cause of the pipes becoming clogged so 
rapidly after the trouble first was observable, and if this was 
the chief cause of the trouble the beds ought to regain a con- 
siderable portion of their lost capacity if the grease was removed 
and the beds rested. The presence of this grease so interfered 
with the septic process as to make it impossible at this time 
to make any accurate observation of the process with a view 
to regulating it so as to secure better results in the filter beds. 

The Quartermaster-General, upon having his attention 
brought to these conditions, directed that the laundry efliuent 
be disposed of otherwise. The writer advised pre limin ary 
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treatment to remove the grease and alkali, but as the effluent 
was sterile it was concluded to dispose of it by an independent 
pipe line to the Missouri River. The covers were removed 
from beds A and B and their liquid capacity measured 
after the beds had stood idle for several weeks. It was found 
to be about 20 per cent less than when the beds were first put 
in service. This was in January, 1906; and owing to the season 
the Post Surgeon and the writer recommended that no further 
work be done upon these beds until warm weather. When 
warm weather should arrive, the writer recommended that con- 
nections to draw the odors from the first set of contact beds 
through the crematory be restored, but in such a way as to 
leave the surface of the beds open, so that they could be kept 
in condition, instead of covered with concrete so as to be inac- 
cessible. His capacity measurements and other tests demon- 
strated conclusively that m the first set of beds A and B, 
the clogging was mainly in the upper portion, and after the 
trouble caused by the laundry, which left little permanent 
injury after several weeks of rest, had been removed, that the 
beds would be serviceable for a considerable time. Beds C 
and D, however, appeared to be clogged more in the bottom 
than at the top; and the aeration at the bottom of these beds 
needed improvement. The writer also recommended the 
installation of a system of by-pass piping by which any of the 
six contact beds could be cut out of service for a few days’ rest, 
whenever desired. 

The whole system was put into operation without any of 
these improvements, however, in January, 1906, and shortly 
thereafter the laundry effluent was diverted to the river. jProm 
then until June 12, 1906, the writer did not visit the system, 
but on June 12 he stopped at the Post while passing through 
Leavenworth on other business. No adjustment of the septic 
tanks to make the effluent more oxidizable had been made after 
the laundry effluent was diverted, and the beds had been allowed 
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to become covered with weeds, as shown in the illustrations, 
taken at the writer’s direction on that date. No system of 
sewage purification works will stand such treatment as this 
long; but the eflBluent on June 12 was very creditable, creating 
no nuisance in the very small stream into which it discharges a 
mile or so from the Missouri River. Upon test, made by the 
Post Surgeon, it consumed about 1.9 parts of oxygen per 100,000 
parts. 

The septic effluent was very much overtreated and was 
offensively stale, and laden with the sludge caused by too long 
retention in the tanks. Consequently the contact beds were 
again much more reduced in capacity than would have been 
the case were the tanks adjusted to the requirements of the new 
flow. In other words, the sewage of 400,000 gallons liquid was 
bemg treated in the same tanks as the 1,200,000 gallons, con- 
taining the same total quantity of impurities. Though no 
longer having any business interest in this plant, the writer 
reduced the septic period of flow about two fifths, knowing that 
better results would follow. He could not, however, remain to 
experiment to determine accurately the best adjustment. 

The dose delivered to the beds had not been reduced as the 
beds became active with bacteria, consequently the beds A 
and B were being flooded, the timing device was rendered 
inoperative, and the aeration of the sewage deficient. 

Under these circumstances it was astonishing that the purifi- 
cation was so good. That it was so is explained by the fact that 
the contact is thrice repeated; so that though each part of the 
system is improperly looked after, nature steps in and lends 
a helping hand by doing some adjusting herself. 

With the exception of a small part of beds' B and F, 
all sb: of these contact beds were completed before the writer 
had any connection with this work, and he did not overhaul 
them as he did those at the plant at Fort Des Moines. The 
material used was native limestone crushed to various sizes. 
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This material is too easily dissolved to make it the most advis- 
able where other material can be procured at reasonable prices. 
Moreover, if limestone is crushed and then screened to grade it 
into particles of various sizes, the finer particles obtained are apt 
to be composed of softer and more perishable parts of the rock, 
and they undergo more rapid decomposition when exposed to 
water. However, it is not necessary to use the dirt or fine stone 
screened out when the rock is crushed. 

In June, 1906, it being intended to enlarge Fort Leaven- 
worth from a Post of 4000 to one of 6000 persons, bids were 
asked for the enlargement of the sewage purification works, 
with modifications. The lowest bid received was in the neigh- 
borhood of $50,000 (the original plant with crematory costing 
only $47,000), and the work was not let. The unaltered plant 
operated throughout the summer without causing complaints, 
and in March, 1907, work of overhauling the filter beds by 
prison labor was commenced. 

Fort Leavenworth Sub-System. At Fort Leavenworth, 
Kansas, a few houses are so located that the sewage from them 
cannot run into the main sewer, and it is collected in a small 
sewer and conveyed to a small purification plant on the bank of 
the Missouri River. 

This plant was completed, with the exception of a dipping 
and dosing pan, at the time the writer was called upon to take 
charge of the work. It was completed according to the original 
plan, and subsequently modified, to overcome defects. 

The works consisted of a septic tank, an upward anaerobic 
filter, an aerating chamber, a dipping and dosing tank, and two 
aerobic percolating filter and contact beds, in combination with 
an open intermittent sand filter. After operating for several 
months, the sand filter became clogged and refused to take 
the sewage, the enclosed aerobic filter became anaerobic from 
lack of air supply, and the anaerobic filter clogged and caused 
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Fig. 42. Enclosed works of sewage purification sub-system at 
Fort Leayenworth, Eas. 



ffYent Hole 
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water to back up in the sewer, and the hinges of the dip- 
ping tank broke. These defects were remedied by modifica- 
tions in the design. Figure 42 shows the enclosed works of the 
system, after the troubles were overcome. The space marked 
Septic Tank No. 2 was first filled with broken stone. This 
was removed. The space marked Dosing Tank was originally 
an “ aerating chamber ” for the liquid to spill over a weir. It 
was converted into a dosing tank by the installation of a simple 
siphon, designed by the writer. This siphon discharges with 
great rapidity. It discharges only a portion of the contents of 
the tank at one time. 

The siphon discharges into the middle space of the perco- 
lating filter, where marked on the plan Distributing Tank, 
where the dipping and dosing pan was formerly located. 
Thence the liquid is distributed by perforated iron pipes over 
the surface of both filters at once. This percolating filter was 
originally provided with three manholes covered with iron 
plates having small round holes in them to admit air, but the 
air did not enter in sufficient quantity. In fact, upon removing 
the covers to make repairs, it was found that lights lowered 
into the chamber were extinguished. Properly to aerate this 
filter without causing a nuisance was the principal problem to 
be solved. 

Several methods were worked out, as follows: 

1. The most effective method suggested is to install water 
jets to blow air into the clay pipes embedded in the filtering 
material. The jets should be provided with nozzles that can 
be renewed from time to time, as they may wear. The diame- 
ter of the inside of the nozzles should be one-sixteenth-mch 
when new. The outside diameter of the nozzles should be 
one-eighth-inch at the tips. The air passage into which these 
nozzles enter should be nine-sixteenths of an inch in diameter 
at the smallest opening. 

There should be two such jets, one for each side of the piping 
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system. The calculation of these sizes is based on the following 
assumptions: That the head of water available is not less than 
50 feet, and that the volume of air required to aerate the filter 
is 1570 cubic feet per day. For what this volume represents, 
see the notes regarding the next method of aerating the filter 
in this memorandum. 

One thousand five hundred and sixty cubic feet per day is at 
the rate of 30 cubic inches per second. Assuming that the air 
moves with an average velocity at the smallest opening equal 
to four fifths of the velocity of the water, we have corresponding 
to the head of 50 feet a velocity of air of 40 feet per second. 
Thirty cubic inches per second moving with a velocity of 40 X 12 
inches per second requires an opening with a cross-section of 
one-sixteenth square inch. The dimensions given above are 
ample for this quantity, and for the necessary amount of 
water, — in fact, the jet proposed could be made very much 
smaller if it were safe to make it so on account of danger of 
the nozzle becoming clogged. 

The method here mentioned would be best supplemented by 
placing vents in other portions of the structure. 

2. The next best method of ventilating is by the use of 
gasoline flame. The amount of sewage handled is, accordiug 
to previous measurements and calculations, about 300 gallons 
per person, for 100 persons, or about 30,000 gallons per day. 
This is at the rate of 4000 cubic feet, or 256,000 pounds per 
day. According to analyses of the sewage, .00002 part of 
oxygen are required for each part of sewage. This gives a 
total of about five pounds of oxygen consumed per day. Assum- 
ing that the oxygen is entirely absorbed from the air supplied, 
there would be required 25 pounds of air per day, or a volume 
of 312 cubic feet. If only one fifth of the oxygen is taken from 
the air supplied, we would have to supply 126 pounds or 1560 
cubic feet of air per day. This is at the rate of 65 cubic feet 
per hour, or 1.1 cubic feet per minute. Assuming that this is 
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to be drawn through a six-inch pipe, the velocity of the flow 
would be (allowing an effective area of 20 square inches for 
the pipe), 


1.1 ft. X 144 sq. in. 
20 sq. in. 


= 7.9 ft. per mt. = .13 ft. per sec. 


An elevation of 1.6 degrees F., in the temperature of the 
gases discharged from the filter above the temperature of the 
outer atmosphere would produce a draught of this velocity 
through a stack 10 feet high. The burning of one pound of 
good oil would raise this quantity (125 pounds) of air about 
350 degrees; therefore it is plain that a very small lamp would 
suffice to produce the draught necessary, making liberal allow- 
ances for surplus head used in drawing air through the filtering 
material. 

In this arrangement the air is drawn out of the rock, entering 
it from the top surface, with the sewage. There must be other 
openings for the air to enter the closed chamber to pass down 
through the rock. The direction is the reverse of that employed 
in the case where a jet of water is used. 

3. The other alternative is to install ventilators on the two 
headers connected with the clay pipes, and to. carry them 
through the roof ; also to install other vents to keep the interior 
of the filter full of fresh air. Inlets for fresh air must likewise 
be provided, in any case. The last method of ventilating de- 
pends upon the wind to make the ventilation effective to its full 
capacity. It would, doubtless, however, remedy the present 
condition to a great extent. 

It was found that water for this purpose could be obtained 
readily, and the water jets were installed in the pipes leading 
to the interior of the filters. The results have been entirely 
satisfactory, and no attention worthy of remark is required, 
but renewal of jets will become necessary in time. 

The percolating filter is discharged upon the sand filter by an 
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automatic siphon. The sand filter was doubled in area and re- 
duced in depth, and. constructed as two filters, either one of 
which may be used while the other is rested. There has been 
no further trouble for about two years since the improvements 
were made. 

It is necessary occasionally to clean out the holes in the iron 
distributing pipes in the percolating filter. 

The quantity of sewage handled by this system when completed 
was about 5120 gallons per day. There is a dose of 85 cubic feet 
through the siphons about once in every three hours. 



CHAPTER XI 


SUGGESTED DESIGHS TO MEET TYPICAL COHDITIOHS 

Having in the preceding chapter given an account of the 
difficulties actually met in three installations, the writer will 
now give for illustration some plans and specifications for 
plants to meet certain conditions of location and to avoid the 
difficulties most frequently encountered in the past, as far as 
that is possible. 

I. Let us take a typical case, such as may be met in many parts 
of the United States. The following conditions are assumed: 

The population to be served does not exceed two thousand, 
and the sewage per capita is one hundred gallons, making a 
total average daily flow of about 200,000 gallons. The location 
available is a hillside, where the area occupied by the works is 
not of much importance, as the value of the land is moderate. 
The discharge is to be into a small stream that is fed by springs, 
and occasionally dries out in summer; and it is necessary to 
secure sufficient purification to prevent a nuisance, and to make 
it safe for cattle to drink the water in the stream. Simplicity 
in operation is a prime requisite, as the plant will be looked 
after once a week by a steam-engineer. There is no natural 
sand available without screening, but good glacial gravel a mile 
or two distant, in a small river. 

To meet these conditions the S 3 ^em illustrated in Fig. 43 
is suggested, to which the following explanatory specifications 
apply: 

The system shall consist of a grit chamber, three septic tanks, 
a grease arrester, an open dosing tank which shall likewise be a 
contact bed, six open contact beds and a sand filter, together 
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Fig. 43. Plan of septic tanks. 
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Fig. 43 (contimied). Flan of filter beds. 
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with all pipmg, ventilating devices, manholes, valves, siphons, 
and regulating apparatus necessary for operation imder all con- 
ditions as shown on the plans, all complete and connected to 
the present sewer. 

The grit chamber shall be arranged to receive the raw sewage 
from the sewer, retain the heavy solid matter and pass the floating 



Fig. 43 (continued). 


and suspended matter into either one or both of two of the septic 
tanks, over weirs controlled by sluice gates. There being ample 
fall available in the site selected; the bottom of the sewer shall 
enter this grit chamber six inches higher than the top of the 
weir. The level of the liquid in the septic tanks shall be about 
six inches below the weir. By this means the formation of a 



220 


TREATMENT OF SEWAGE 


mat on the surface of the sediment chamber which interferes 
with proper removal of sediment will be largely prevented. 
The grit chamber shall also be provided with a valve to by-pass 
the sewer to the creek into vdiich it will flow, in case of necessity. 

The septic tanks shall be three in number, built as one struc- 
ture, and arranged so that one, two or three may be used at 
any time, as may be most advisable to secure the best results. 
The connections shall be so that either one of two tanks may 
be used alone, or in series with the third tank; or so that two 
tanks may be used in multiple either alone, or in series with the 
third. Any tank may be cut out of service, or drained, without 
interfering with the operation of the others. 

From the septic tanks the sewage shall flow to a coarse rock 
filter to assist in breakmg up or removing undissolved grease 
with by-pass and drains to permit removing the rock without 
interfermg with the operations of the filter beds. (It may be 
called an anaerobic filter or a roughing bed.) Connected with 
this shall be a by-pass for diverting the septic sewage from the 
filter beds to the creek, in case of necessity, and a distributing 
well for directing the sewage to the dosing tank, or to any two 
of the first set of contact beds, as may be desired. There being 
plenty of fall available, there shall be allowed three inches fall 
for the piping and connections in the septic tanks and therefrom 
to the coarse rock filter, twelve inches across said filter, and 
six inches from same to the high water level in the dosing tank. 

The dosing tank shall be of the dimensions shown on the 
plan as bed A., It shall contain a pair of automatic alternating 
siphons, located at opposite ends of it, connected with pipe 
lines as shown, so that the alternate doses from the tank may 
be directed at will to any two of the first set of contact beds, 
one bed of the set being in reserve. The dosing tanTr rTiaII be 
filled to the level of the bottom of the sewer mtake pipe with 
suitable coarse gravel. There shall be no distributing pipes in 
the surface of the gravel, it bemg the intention to confine such 
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clogging as may take place to as near the pipe as possible. 
The siphons shall be capable of regulation as to the head at 
which the discharge takes place. 

The filter beds shall be arranged in two sets of three each, 
the beds of the two sets being arranged in pairs, the two beds 
of each pair, at different levels, connected by timing siphons. 
The beds of the second set shall be discharged by automatic 
siphons, but not timing siphons. 

All the beds of the second set shall discharge into a filter bed 
of coarse sand. This bed shall be connected in the system so 
that it may be by-passed at any time. It shall also be pro- 
vided with a spillway and a regulating pit by which the head of 
water across the sand may be made as great as desired, up to a 
maximum of three feet six inches. The sand for filtration shall 
be deposited in a layer inclined to the horizontal, resting upon 
a bed of gravel beneath, so that carbonic acid gas, which is 
generated in large quantities by the bacterial action in the sand, 
may accumulate in the gravel and escape with the effluent 
instead of becoming entrapped and preventing the exertion of 
the full head of liquid across the filter, or bubbling up through 
the sand and disturbing it. This bed forms a deep pool of great 
capacity, in which the water is retained for a considerable time, 
thoroughly mixing, completing the combmation of the organic 
material with the oxygen in solution, and producing a very 
uniform effluent. 

All of the anaerobic portions of the system shall be covered 
and all of the aerobic portions open. All filtering materials 
shall be screened from glacial gravel and carefully graded. 

The arrangement of pipes, valves, and auxiliaries shall be 
such that by-passing of any portion of the septic tank, the 
coarse rock filter, the dosing tank, any pair of contact beds, or 
the sand filter, may be effected without throwing the other 
parts out of service. The system may be operated at from 
one third to full capacity with the efficiency specified, and will 
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continue to produce the required purification if, owing to 
scarcity of water supply, the sewage becomes thrice as foul as 
is anticipated at this place, provided the necessary valves are 
operated as intended. 

The care required, under ordinary conditions, wiU be the 
visit of a competent mechanic once a week to cut one pair of 
contact beds out of service and connect in service the idle set, 
and to inspect the operation to make sure that no accident or 
stoppage has occurred. At longer intervals the removal of the 
rock in the coarse rock filter will be necessary; and at still 
longer intervals the renewal of the gravel in the dosing tank 
nearest to the outlet from the septic portion of the system, may 
be required. 

As the dosing tank is likewise a contact bed, this is a triple 
contact system, Mrith final settling pool and sand filter. The 
period of contact in the dosing tank is, of course, very short, 
the tank filling up to a certain level and then discharging rapidly 
into one of the next set of beds. The period of contact in the 
beds of the second set is subject to regulation; the beds may be 
caused to discharge as soon as filled, or each may hold the liquid 
until just long enough before the next dose is due to allow it to 
drain before that dose arrives. Each bed in the next set com- 
mences to discharge as soon as the liquid reaches the necessary 
height in its siphon wells. 

To understand completely the operation of the beds 5-1, 
5-2, and 5-3, and C-1, C-2, and C-3, it is necessary to observe 
that the bottoms of these beds are on a slant, draining toward 
the siphon wells. The liquid enters and leaves the beds through 
header pipes at the ends of the beds, having to filter through 
each bed from one end to the other, while in discharging the 
beds are very completely drained. The fineness of the material 
in beds C-l, 0-2, and C-3 is such that an appreciable time 
elapses between when liquid enters these beds and when it 
rises in the siphon pits to discharge these beds. 
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AJl masonry is to be reinforced or massive concrete. The 
sizes of filtering material in each bed are to be determined by 
the engineer after mechanical analysis of the gravel available, 
so as to grade same to greatest advantage. In general, a grade 
shall consist of pebbles of from any predetermined diameter to 
those of one fourth that diameter, as from two inches to one- 
half inch in the grease arrester and the dosing tank, one inch to 
one-quarter inch in the first set of contact beds, one-quarter 
inch to one-sixteenth inch in the second set of contact beds. 
This material is preferably to be excavated by hydraulic dredge 
and screened in running water. 

(It is not intended to give complete engineering specifica- 
tions here, merely suggestions peculiarly applicable to this 
particular work.) 

This system could be built at a liberal profit and operated' 
four months by the builder, for between $15,000 to $16,000 — 
including aU engineering expenses, royalties on patents, etc. — 
that is, at about $8.00 per person served. It contains about 
3200 cubic yards of excavation, 550 cubic yards of reinforced 
concrete, and 1120 cubic yards of gravel and sand, or 14 cubic 
feet of filtering material per capita. The land actually used 
by the various filter beds is at the rate of one acre per 720,000 
gallons of sewage per day. Besides these principal items there 
are many smaller items, such as pipes, siphons, etc., and the 
engineering expenses allowed are heavy. The total volume of 
filtering material, 30,240 cubic feet, is only slightly greater than 
the daily flow of sewage, 26,666 cubic feet.- The preparation 
of* this is the most important and expensive part of the 
work. 

The period of contact is, however, very short, being only 
forty-five minutes between discharges from the dosmg tank 
and one hour and thirty minutes between discharges in the 
other contact beds, with one third of the system in reserve. 
The septic tank is compound and capable of regulation. Any 
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part of the system could be rebuilt, if desired, without inter- 
fering with any other part. 

II. The next case taken is a plant to handle a sewage measur- 
ing 4800 cubic feet of water per day, contributed by not more than 
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Fig. 44. A simple combination for a small institution. 


200 people, — children in an institution. This allows twenty- 
four cubic feet of water per capita, or about 180 gallons per 
capita per day. The amount of money available is only $2000, 
— or $10.00 per capita for all expenses, including engineering. 

The design recommended in this case is shown in outline 
only in Fig. 44. The description is as follows, which gives 
the relative sizes of the various parts. The location is on a 
steep hillside, with a slope beneath. 

The following specifications are intended to provide a system 
of purification that will produce an effluent which is colorless, 
odorless, and non-putrescible, and which may be discharged into 
the ravine without any offense. 
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I. Septic Tank. This shall be 11 feet deep and 15 feet 
uare, inside. It shall be divided into three compartments 
equal size by partition walls. These compartments shall 
mmunicate with one another by passages, submerged at 
ch levels that neither sludge nor scum shall be able to pass 
)m compartment to compartment. The sewer shall enter 
;o one compartment six inches from the top, and the water 
all stand in the tank between six inches and fifteen inches 
)m the top. 

The septic tank shall be built of concrete-steel and .shall be 
rered with a roof of concrete-steel. A manhole opening 
rered with an iron lid shall be provided for each compart- 
snt. The top of the tank shall be covered with two feet of 
dih to protect it from the weather. 

z. Dosing Tank. This shall consist of a compartment five 
t square, built into the septic tank extending from top to 
;tom thereof. Through the outer wall of the dosing tank a 
hon shall discharge. The siphon shall be placed in such a 
nner that each discharge shall draw about one hundred cubic 
b of liquid from the dosing tank. The dosing tank shall re- 
/e liquid from the septic tank, on a level with the surface 
;he liquid in the latter, but in such a manner that neither 
Ige nor scum shall enter the dosing tank. The dosing tank 
11 be provided with manhole and cover. 

. Deep Filter Bed. This shall receive the septic effluent 
Q the dosing tank. It shall be 9 feet 6 inches deep, and 12 
by 15 feet in area, inside the walls. The top shall be open 
-he outer air. It shall be filled 9 feet deep with filtermg 
erial, m which shall be embedded six sets of drain tile and 
bilating pipes. The ventilation of this bed shall be operated 
tively by each descending dose of liquid. The lower 3 feet 
his bed IS a contact bed discharging automatically by a 
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siphon each time it has received two doses from the dosmg 
tank. The walls shall be of concrete-steel. 

4 . Shallow Contact Bed. This shall be lined with concrete 
and concrete-steel slabs. It shall be 15 feet by 18 feet in area, 
and 2 i feet deep, filled 2 feet deep with filtering material. It 
shall be discharged automatically by a siphon. 

5 . Filtering Material. This shall be “ Joplin Gravel," 
carefully screened on a steel screen with oblong openings inch 
or i inch wide to remove dirt and soft, fine stone. It must be 
screened either when perfectly dry or in r unn ing water, and 
not under any circumstances when moist. 

6 . Emergency Drain Valves, to drain the system in case re- 
pairs or renewals become necessary, are to be placed in the septic 
tank and in the siphon well of each filter bed. 

7 . A By-Pass normally closed, shall be provided around the 
system for use in case of repairs or renewals. The drain valves 
shall communicate with the by-pass by pipe lines. 

8 . Sewer Connections. The present sewers leading from 
the institution shall be connected with the purification system 
by suitable sewer pipe lines. An effluent sewer pipe shall also be 
provided, conducting the effluent to a point twenty feet from 
the shallow contact bed. 

9. Concrete-Steel. This shall be made of concrete com- 
posed of 1 part Portland cement, 3 parts of sand, and 7 parts of 
Joplin gravel, in which shall be embedded i inch corrugated steel 
rods. Walls shall all be built between forms, or between forms 
and bank, except the shallow contact bed. In the shallow con- 
tact bed the walls shall be made of slabs of concrete as above 
specified, with “ expanded metal ” embedded in them. Slabs 
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are to be made separately and set in place like curbing. They 
shall rest on a concrete footing. 

All bottoms of tanks and beds shall be of concrete but not 
reinforced by steel. 

10 . Siphons. These shall be of ample size and designed 
to discharge at a high rate. The termination of discharge of 
the dosing siphon shall be sudden. The siphons to discharge the 
contact beds shall be adjusted to cease discharging before the 
next dose shall enter the bed. 


In this case the total quantity of filtering material used is 
80 cubic yards, or 4.4 cubic yards per capita. The sewage, 
however, is originally more concentrated, and the purification 
sought is not as good as in the first case instanced. On the 
other hand, the system is designed to work with almost no 
attention, there bemg no part subject to regulation. 

The smaller a system of sewage purification works, the sim- 
pler it should be in operation, as small systems must operate 
with little attention, and the attention that they do require 
should be only occasional. Contact beds are simpler to operate 
and require less frequent attention than percolating filters or 
even than intermittent sand filters, if they are constructed in 
the simplest possible manner. The care required after the 
capacity of the septic tank has been adjusted to secure best 
results, is that necessary to keep the automatic disc har g ing 
devices in good operation, to keep the beds sufficiently free 
from weeds so that aeration will be easy and the interstices 
of the filtering material will not become filled with roots and 
other materials, and to rest a bed occasionally when it shows 
signs of becoming closed. Several contacts of short duration 
are more effective than a single contact of long duration. 
Siphons that discharge automatically each time the beds be- 
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come filled to a certain height are more reliable and less likely 
to get out of order than timing siphons. 

III. For a very small installation, where beds can be 
arranged in sequence on a gentle slope, the following design 
is suggested as perhaps as simple as any that can be devised. 
A septic tank of proper size, followed by several contact 
beds arranged in sequence, with a by-pass pipe located so 
that any bed inay be cut out of service when desired, simply 
by opening one valve. On this plan as many beds as desired 
may be used, to take advantage of the fall available, with 
but little excavation. Where the soil is impervious clay, 
the beds may be simple excavations in it, filled with gravel 
screened to remove all the sand and smaller stones; but ma- 
sonry linings are desirable wherever the funds available are suf- 
ficient to permit them. No drain tile is desirable in the beds. 

Matters requiring particular attention in the design are de- 
termination of the relative sizes of the beds, and the size 
of the siphons. Assume that the first bed will be filled from 
the septic tank in one hour, and that the siphon discharges 
it into the second bed in fifteen minutes. The total quantity 
discharged is then equal to the flow of one hour and fifteen 
minutes. If the siphons are all alike and the beds are new and 
of equal size, the second bed will begin to be discharged by its 
siphon when it has received the original contents of the first 
bed, — one hour’s flow, — and it will continue to discharge 
until the one and one-quarter hour’s flow has passed. This 
will take about one half an hour to fill and empty the second 
bed, when it will rest empty for three quarters of an hour. 
The third bed wiU behave in the same way. The total period 
of contact of the liquid in all of the beds will thus be equal to 
about the time that it takes the liquid leaving the septic tank 
in an hour and a quarter to pass through all of the siphons in 
sequence, — that is, fifteen minutes or so for each bed, — but the 
period of rest will be about an hour per bed. In such a system 
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it is obvious that determination of the size of the siphons is a 
matter of great importance. If this is made just right, the 
system will work with regularity without daily attention; and 
as all of the beds are of equal size, and of somewhat less capacity 
than the dose passed each time, any one can be cut out without 
interfering with the others. By employing a considerable 
number of contacts of short duration in this way the writer 
believes that as high a degree of purification can be secured as 
with a percolating filter containing an equal quantity of filtering 
material, and emplosdng the same total fall, if not a higher 
degree, and that there will be much less trouble keeping the 
system in order; but the area required will be greater than for 
the percolating filter, and if masonry bottoms are necessary 
the cost will be much greater. 

rV. For a system where considerable fall is available and where 
a high degree of purification is not desired, it will be found that 
a dosing tank with three or more contact beds arranged at the 
same level, to receive sewage in sequence by means of Adams 
alternating siphons, is a very satisfactory arrangement requiring 
very little attention, and not likely to get out of order. The con- 
tact beds may be discharged individually by timing siphons of any 
suitable design, making an arrangement similar to that shown 
in Fig. 40, if the first set of beds (Aj, A„ A„) only were used. It 
can be relied upon to oxidize about two thirds of the albuminoid 
ammonia contained in the septic tank effluent. The beds may 
be equally well discharged by automatic siphons operated by 
the filling and emptying of adjoining beds, — as in the devices 
of Priestman and others. This method is somewhat simpler in 
some respects, but is not capable of as nice adjustment of the 
period of contact as the timing siphons. It is superior, however, 
in the important respect of allowing each bed to drain a longer 
period than the writer has found practicable with t imin g siphons 
under the varying conditions obtaining in actual works. 

Where, owing to there being only enough faU available for - 
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imgle contact, it is desired not to use a dosing tank, the beds 
nust be filled from the septic tank at the same rate as the sewage 
lows into the works. To do this some automatic device for 
onnecting each bed to the septic tank in turn, and for discharg- 
ng it at the proper time, must be employed. 

V. In case sprinkling percolating filters are used, the prob- 
em is reduced to determining the dimensions of the beds, the 
aethod of applying the liquid, the material for the filtering 
aedium, and the means of drainage and aeration. These are 
11 independent details for the engineer, each one of which is 
0 be determined upon its merits and its cost at the locality, 
'herefore no detailed descriptions of such plants are here sug- 
ested. Neither are illustrations given of any large systems, 
lie purpose of this presentation being to illustrate principles 
Lifficiently to suggest combinations that may be useful rather 
ban to indicate designs for any special cases. 
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Bixby’s Graphical Computing Table Paper ipi X 24^ inches. 25 

Breed and Hosmer’s Principles and Practice of Surveying 8vo, 3 00 

* Burr’s Ancient and Modern Engineering and the Isthmian Canal 8vo, 3 50 

Comstock’s Field Astronomy for Engineers 8vo, 2 50 

* Corthell’s Allowable Pressures on Deep Foundations i2mo, i 25 

Crandall’s Text-book on Geodesy and Least Squares . 8vo, 3 00 

Davis’s Elevation and Stadia Tables 8vo, 1 00 

Elliott’s Engineering for Land Drainage i2mo, i 50 

Practical Farm Drainage i2mo, i 00 

♦Flebcger’s Treatise on Civil Engineering 8vo, 5 00 

Flemer’s Phototopographic Methods and Instruments 8vo, 5 00 

Fotwell’s Sewerage. (Designing and Maintenance.) Svo, 300 

Freitag’s Architectural Engineering. 2d Edition, Rewritten Svo, 3 so 

French and Ives’s Stereotomy Svo, 2 50 

Goodhue’s Municipal Improvements i2mo, i 5a 

Gore’s Elements of Geodesy Svo, 2 so 

* Bauch and Rice’s Tables of Quantities for Preliminary Estimates, l2mo, i 25 

Hayford’s Text-book of Geodetic Astronomy. Svo, 3 00 



Hering*s Ready Reference Tables (Conversion Factors) i6ino, morocco. 

Jffowe’s Retaining Walls for Earth lamo, 

Royt and Grover's River Discharge • • - 8vo , 

* Ives's Adjustments of the Engineer’s Transit and Level ... 1 6mo, Bds. 

Ives and Hilts’s Problems in Surveying i6mo, morocco, 

Johnson’s (J- B.) Theory and Practice of Surveying. . . Small 8vo, 

Johnson’s (L. J.) Statics by Algebraic and Graphic Methods. . . . 8vo, 

iaplace’s Philosophical Essay on Probabilities (Truscott and Emory.) . i2mo, 

JMahan’s Treatise on Civil Engineering. (1873.) (Wood.) 8vo, 

=* Descriptive Geometry 8vo, 

JVrerriman’s Elements of Precise Surveying and Geodesy 8vo, 

Merriman and Brooks’s Handbook for Surveyors i6mo, morocco, 

Nugent’s Plane Surveying Svo, 

■Ogden’s Sewer Design 12 mo, 

Parsons’s Disposal of Municipal Refuse. 8vo, 

-Patton’s Treatise on Civil Engineering 8vo half leather, 

Reed’s Topographical Drawing and Sketching 4tOi 

Rideal’s Sewage and the Bacterial Purification of Sewage 8vo, 

Riemer’s Shaft-sinking under Difificult Conditions. (Coming and Peele ) . -Svo, 

■Siebert and Biggin’s Modern Stone-cuttmg and Masonry 8vo, 

■Smith’s Manual of Topographical Drawing. (McMillan.) Svo, 

Sondericker’s Graphic Statics, with Applications to Trusses, Beams, and Arches. 

Svo, 

“Taylor and Thompson’s Treatise on Concrete, Plain and Reinforced. Svo, 

-Tracy’s Plane Surveying. i6mo, morocco, 

^ Trautwine’s Civil Engineer’s Pocket-book i6mo, morocco, 

Venable’s Garbage Crematories in America Svo, 

Wait’s Engineering and Architectural Jurisprudence Svo, 

Sheep, 

Law of Operations Preliminary to Construction in Engineering and Archi- 
tecture Svo, 

Sheep, 

Law of Contracts Svo, 

Warren’s Stereotomy — Problems in Stone-cutting Svo, 


Webb’s Problems in the Use and Adjustment of Engineering Instruments. 

i6mo, morocco, 


Wilson's Topographic Surveying. 


Svo, 


2 50 

1 25 

2 00 

25 

1 50 

4 00 

2 00 
2 00 

5 00 

1 SO 

2 50 

2 00 

3 SO 
2 00 

2 00 
7 50 
5 00 

4 00 

3 00 

1 50 

2 50 

2 00 

5 00 

3 00 

5 00 

2 00 

6 00 
6 50 

S 00 
5 50 

3 00 

2 50 

1 25 

3 50 


BRIDGES AND ROOFS. 

Boiler’s Practical Treatise on the Construction of Iron Highway Bridges. .Svo, 2 00 


Burr and Falk’s Influence Lines for Bridge and Roof Computations Svo, 3 00 

Design and Construction of Metallic Bridges Svo, 5 00 

Du Bois’s Mechanics of Engineering. Vol. II Small 4to, 10 00 

JFoster’s Treatise on Wooden Trestle Bridges 4to, 5 00 

Bowler’s Ordinary Foundations Svo, 3 so 

•Oreene’s Roof Trusses Svo, i 25 

Bridge Trusses Svo, 2 50 

Arches in Wood, Iron, and Stone Svo, 2 50 

■G rimm ’s Secondary Stresses in Bridge Trusses. (Tn Press.) 

BEowe’s Treatise on Arches Svo, 4 00 

Design of Simple Roof-trusses in Wood and Steel Svo, 2 00 

Symmetrical Masonry Arches. . ... .... Svo, 2 50 

Johnson, Bryan, and Turneaure’s Theory and Practice in the Designing of 

Modem Framed Structures Small 4to, 10 00 

Merriman and Jacoby’s Text-book on Roofs and Bridges: 

Parti.' Stresses in Simple Trusses Svo, 2 50 

Partn. Graphic Statics gvo, 2 50 

Partm. Bridge Design gvo,' 2 50 

Part IV. Higher Structures gvo * 2 50 
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Morison’s Memphis Bridge. • ■ ■ 4*0, lo oo 

Waddell’s De Pontibus, a Pocket-book for Bridge Engineers . i6mo, morocco, 2 00 

* Specifications for Steel Bridges .... lamo, 50 

Wright’s Designing of Draw-spans. Two parts in one volume 8vo, 3 5®^ 


HYDRAULICS. 


Barnes’s Ice Formation 8vo, 

Bazin’s Experiments upon the Contraction of the Liquid Vein Issuing from 

an Orifice. (Trautwine.). , . . . ... 8vo, 

Bovey’s Treatise on Hydraulics • Svo, 

Church’s Mechanics of Engineering Svo, 

Diagrams of Mean Velocity of Water in Open Channels . . . .paper, 

Hydraulic Motors. . Svo. 

Coffin’s Graphical Solution of Hydrauhc Problems i6mo, morocco, 

Flather’s Dynamometers, and the Measurement of Power lamo, 

Folwell’s Water-supply Engineering. . Svo, 

Frizell’s Water-power. Svo, 

Fuertes’s Water and Public Health izmo. 

Water-filtration Works. . xzmo. 

Ganguillet and Kutter’s General Formula for the Uniform Flow of Water in 
Rivers and Other Channels. (Hering and Trautwine.). . . .Svo, 

Hazen’s Clean Water and How to Get It Large i2mo. 

Filtration of Pubhc Water-supply. . Svo, 

Hazlehursfs Towers and Tanks for Water-works. . , Svo, 

Herschel’s 115 Experiments on the Canying Capacity of Large, Riveted, Metal 
Conduits- ... .... . . .. Svo, 

* Hubbard and Kiersted’s Water-works Management and Maintenance. Svo, 
Mason’s Water-supply. (Considered Principally from a Sanitary Standpoint. ) 

Svo, 

Merriman’s Treatise on Hydraulics 8vo, 

* Michie’s Elements of Analytical Mechanics Svo , 

Schuyler’s Reservoirs for Irrigation, Water-power, and Domestic Water- 

supply. . ... Large Svo , 

* Thomas and Watt’s Improvement of Rivers 4to, 

Tumeaure and Russell’s Public Water-supplies . Svo, 

Wegmann’s Design and Construction of Dams, sth Edition, enlarged . 4to' 

Water-supply of the City of Hew York from 1658 to 1895. . . 410, 

Whipple’s Value of Pure Water Large izmo, 

Williams and Hazen’s Hydraulic Tables .8vo^ 

Wilson’s Irrigation Engineering. .Small Svo,* 

Wolff’s Windmill as a Prime Mover 8vo* 

Wood’s Turbines 


3 oo- 


00 

00 

00 

50 

00 

so 

00 

00 

00 

50 

50 

00 

So 

00 

50 

00 

no 

00 

00 

o<y 


• • ' • , • Svo, 

Elements of Analytical Mechanics 


5 00 

6 00 

5 00 

6 00 ^ 
10 00 

I 00 

1 so 
4 00 
3 oo- 

2 SO 

3 00 


MATERIALS OF EITGIHEERIiyG. 

Baker’s Treatise on Masonry Construction 

Roads and Pavements o 

Black’s United States Public Works Oblonc T* 

* Bovey’s Strength of Materials and Theory of Structures! *8vo* 

Burr’s Elasticity and Resistance of the Materials of Engineering.’.’ ! ! ! . 8vo* 
Byrne’s Highway Construction « * 

Inspection of the Materials and Workmanship Employed in Construction.’ 


Church’s Mechanics of Engineering. 
Du Bois’s Mechanics of Engineering. 
♦Eckel’s Cements, Limes, and Plasters 


i6mo, 

"8 


S OO" 

5 00 
5 00 
7 50’ 
7 50 

5 00 

3 00 

6 00 

7 50 
6 00 



Jolmson's Materials of Construction, Large 8vo, 

Fowler’s Ordinary Foundations 8vo, 

Graves’s Forest Mensuration 8vo, 

* Greene’s Structural Mechanics 8vo, 

Keep's Cast Iron, 8vo, 

Lanza’s Applied Mechanics. , . 8vo, 

Martens’s Handbook on Testing Materials. (Henning.) 2 vols 8vo, 

Maurer’s Technical Mechanics. .... . . .8vo, 

Merrill's Stones for Building and Decoration 8vo, 

Merriman’s Mechanics of Materials 8vo, 

* Strength of Materials ... izmo, 

Metcalf’s Steel. A Manual for Steel-users i2mo, 

Patton’s Practical Treatise on Foundations. . . 8vo* 

Richardson's Modern Asphalt Pavements ... ... 8vo, 

Richey’s Handbook for Superintendents of Construction, .... i6mo, mor., 

* Ries’s Clays: Their Occurrence, Properties, and Uses. . . ... 8vo, 

Rockwell’s Roads and Pavements in France. ... .... izmo, 

Sabin’s Industrial and Artistic Technology of Paints and Varnish 8vo, 

♦Schwarz’s Longleaf Pine in Virgin Forest izmo, 

Smith’s Materials of Machines i2mo, 

Snow’s Principal Species of Wood 8vo, 

Spalding’s Hydraulic Cement. . . izmo, 

Text-book on Roads and Pavements. ..izmo, 

Taylor and Thompson's Treatise on Concrete, Plain and Reinforced. . .8vo, 
Thurston’s Materials of Engineering. 3 Parts. . , 8vo, 

Part I. Non-metallic Materials of Engineering and Metallurgy 8vo, 
Part n. Iron and Steel. . . . 8vo, 

Part m. A Treatise on Brasses, Bronzes, and Other Alloys and their 

Constituents... . , .... 8vo, 

Tillson's Street Pavements and Paving Materials . 8vo, 

Turaeaure and Maurer’s Principles of Reinforced Concrete Construction 8vo, 
Waddell’s De Pontibus. (A Pocket-book for Bridge Engineers.). i6mo, mor., 

* Specifications for Steel Bridges . . . izmo, 

Wood’s (De V.) Treatise on the Resistance of Materials, and an Appendix on 

the Preservation of Timber. . . 8vo, 

Wood’s (De V.) Elements of Analytical Mechanics 8vo, 

Wood’s (M. P.) Rustless Coatings. Corrosion and Electrolysis of Iron and 
SteeL 8vo, 


6 00 

3 50 

4 00 
2 50 
2 30 

7 50 

7 50 

4 oo 

5 00 
5 00 

1 00 

2 00 
5 00 

3 00 

4 00 

5 00 
I 25 
3 00 
I 25 

1 00 
3 50 

2 00 

2 OO 

5 00 

8 00 

2 00 

3 50 

2 50 

4 00 

3 00 
2 00 

50 

2 00 

3 00 

4 00 


RAILWAY ENGINEERING. 

Andrew’s Handbook for Street Railway Engineers..,. 3x5 inches, morocco, i 25 

Berg’s Buildings and Structures of American Railroads 4to, 5 00 

Brook’s Handbook of Street Railroad Location i6mo, morocco, i 50 

Butt’s Civil Engineer’s Field-book i6mo, morocco, 2 50 

Crandall’s Transition Curve i6mo, morocco, i 50 

Railway and Other Earthwork Tables 8vo, i 50 

Crookett’s Methods for Earthwork Computations. (In Pi ess) 

Dawson’s “Engineering” and Electric Traction Pocket-book i 6 mo, morocco 5 00 

Dredge’s History of the Pennsylvania Railroad: (1879) Paper, 500 

Fisher’s Table of Cubic Yeirds . Cardboard, 25 

Godwin’s Railroad Engineers’ Field-book and Explorers’ Guide. . . i6mo, mor., 2 50 
Hudson’s Tables for Calculating the Cubic Contents of Excavations and Em- 
bankments . . * 8vo, I 00 

Molitor and Beard’s Manual for Resident Engineers i6mo, 1 00 

Nagle’s Field Manual for Railroad Engineers i6mo, morocco, 3 00 

Philbrick’s Field Manual for Engineers i6mo. morocco, 3 00 

Raymond’s Elements of Railroad Engineermg. (In Press.) 
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Se&rles's Field Engineerins:. z6mo» morocco* 3 00 

Railroad Spiral. i6mo, morocco, i 50 

Taylor's Frismoidal Formulae and Earthwork. 8vo, 1 50 

* Trautwine's Method of Calculating the Cube Contents of Excavations and 

Embankments by the Aid of Diagrams 8vo, 2 00 

The Field Practice of Laying Out Circular Curves for Railroads. 

1 2 mo, morocco, 2 50 

Cross-section Sheet. Paper, 25 

Webb's Railroad Construction i6mo, morocco, 5 00 

Economics of Railroad Construction Large i2mo, 2 50 

Wellington's Economic Theory of the Location of Railways Small 8vo« 5 00 


DRAWING. 


Barr's Kinematics of Machinery. 8vo, 2 50 

* Bartlett’s Mechanical Drawing 8vo, 300 

* “ “ Abridged Ed 8vo, 150 

Cooh'dge's M anual of Drawing, 8vo, paper, 1 00 

Coolidge and Freeman's Elements of General Drafting for Mechanical Engi- 

Oblong 4to, 2 50 

Burley's Elinematics of Machines 8vo, 400 

Emch’s Introduction to Projective Geometry and its Applications 8vo, 2 50 

Hill's Text-book on Shades and ShadoxTS, and Perspective 8vo, 2 00 

Jamison’s Elements of Mechanical Drawing. 8vo, 2 50 

Advanced Mechanical Drawing 3yo^ 2 

Jones's Machine Design: 

PartL Kinematics of Machinery. j 

Part n. Form, Strength, and Proportions of Parts .8vo,' 3 00 

MacCord’s Elements of Descriptive Geometry. 8vo* 3 00 

Kinematics; or, Practical Mechanism 

Mechanical Drawing _ 

Velocity Diamms V;.'...; .V; 8™ ^ « 

^Leod’s Descriptive Geometry. Small 8vo,' 150 

Mahan s Descriptive Geometry and Stone-cutting gvo j 

Industrial Drawing. (Thompson.) 8vo' a e 

Moyer's Descriptive Geometry. ^ 

Reed’s Topographical Drawing and Sketching. f 

Reid’s Course in Mechanical Drawing ... ' ' Svo* 2 

Drawing and Elementary Machine Design 8vo’ i oo 
Robinson’s Principles oi Mechanism. , o ’ * 

Schwamb and Meirill’s Elements of Mechanism..."; sZ’ 

Sm'ft f A V'? ^pographical Drawing. (McMillan.’)’. ’. .’.’ ’ .’sto'! 2 L 

Smith (A. W.) and Marx s Machine Design o ® 

•Titsworth’s Elements of Mechanical Drawing 'oblonoslo’ ^ 

Warre^Elemente Of Plane and Solid Free-hand Geometrical Drawinrfamo’ J 00 

Drafting Instruments and Operations s mo, i oo 

Manual of Elementary Projection Drawing i2mo, i 25 

Plane Problems in Elementary Geometry. ’ . ^ 

Elements of Descriptive Geometry, Shadows,’^d Perspective 

General Problems of Shades and Shadows f""®' ^ 5o 

Elements of Machine Construction and Drawinir « ^ ^ 

Theorems, and Examples in Descriptive « ’ ^ So 

10 3 50 



Wilson’s (V. T.) Free-hand Perspective 8vo, 2 50 

Wilson’s (V. T.) Free-hand Lettering 8vo» i 00 

Woolf’s Elementary Course m Descriptive Geometry Large SvO, 3 00 


25 

00 

00 

00 

00 


3 00 

1 50 

2 00 

3 00 
I 25 
5 00 


ELECTRICITY AND PHYSICS. 

* Abegg’s Theory of Electrolytic Dissociation. (Voa Ende.) limo, 

Anthony and Brackett’s Text-book of Physics. (Magie.) Small 8vo, 

Anthony’s Lecture-notes on the Theory of Electrical Measurements . .i2mo, 
Benjamin’s History of Electricity 8vo, 

Voltaic Cell 8vo, 

Betts’s Lead Refining and Electrolysis. (In Press.) 

Classen’s Quantitative Chemical Analysis by Electrolysis. (Boltwood.) 8vo, 

* CoUins’s Manual of Wireless Telegraphy i2mo, 

Morocco, 

Crehore and Squier’s Polarizing Photo-chronograph 8vo, 

* Danneel’s Electrochemistry. (Merriam. ) i2mo, 

Dawson’s ’‘Engineering” and Electric Traction Pocket-book. x6mo, morocco, 
Dolezalek’s Theory of the Lead Accumulator (Storage Battery). (Von Ende.) 

i2mo, 

Duhem’s Thermodynamics and Chemistry. (Burgess.) 8vo, 

Flather’s Dynamometers, and the Measurement of Power. izmo, 

Gilbert’s De Magnete. (Mottelay.) 8vo, 

Hanchett’s Alternating Currents Explained i2mo, 

Bering’s Ready Reference Tables (Conversion Factors) lomo, morocco, 

Hobart and Ellis’s High-speed Dynamo Electric Machinery. (In Press.) 

Holman’s Precision of Measurements 8vo, 

Telescopic Mirror-scale Method, Adjustments, and Tests ... Large 8vo« 
Karapetoff’s Experimental Electrical Engineering. (In Press.) 

Elinzbrunner’s Testing of Continuous-current Machines 8vo, 

Landauer’s Spectrum Analysis. (Tingle.) Svo, 

Le Chatelier’s High-temperature Measurements. (Boudouard — Burgess.) i2mo, 

Lob’s Electrochemistry of Organic Compounds. (Lorenz. ). . . 8vo, 

* Lyons's Treatise on Electromagnetic Phenomena. Vols- I. and II. 8vo, each, 

* Michie’s Elements of Wave Motion Relating to Sound and Light 8vo, 

Niaudet’s Elementary Treatise on Electric Batteries. (.Fishback.) izmo, 

Norris’s Introduction to the Study of Electrical Engineer&g. (In Press.) 

* Parshall and Hobart’s Electric Machine Design ... 4to, half morocco, 12 50 
Reagan’s Locomotives: Simple, Compound, and Electric. New Edition. 

Large izmo, 3 50 

* Rosenberg’s Electrical Engineering, (Haldane Gee — Kinzbrunner.), . .8vo, 2 00 

Ryan, Norris, and Hoxie’s Electrical Machinery. Vol. 1 8vo, 

Thurston’s Stationary Steam-engines 8vo, 

* Tillman’s Elementary Lessons in Heat 8vo, 

Tory and Pitcher’s Manual of Laboratory Physics Small 8vo, 

Ulke’s Modem Electrolytic Copper Refining 8vo, 


SO 

00 

00 

50 

00 

SO 

00 

75 

00 

00 

00 

00 

00 

00 

50 


2 50 
2 50 

1 50 

2 00 

3 00 


LAW. 

* Davis’s Elements of Law. 8vo, 2 so 

* Treatise on the Military Law of United States 8vo, 7 00 

* Sheep, 7 50 

* Dudley’s Military Law and the Procedure of Courts-martial . Large izmo, 2 50 

Manual for Courts-martial i6mo, morocco, 150 

Wait’s Engineering and Architectural Jurisprudence 8vo, 6 00 

Sheep, 6 50 

Law of Operations Preliminary to Construction in Engineering and Archi- 
tecture 8vo 5 00 

Sheep. 5 50 

Law of Contracts 8 vo, 3 00 

Winthrop’s Abridgment of Military Law izmo, 2 50 
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MAmiFACTURES. 


Bernadou*s Smokeless Powder — Nitro-cellulose and Theory of the Cellulose 

Molecule i2mo, 

BoUand's Iron Founder i2nio, 

The Iron Founder/* Supplement. .. . i2mo, 

Encyclopedia of Founding and Dictionary of Foundry Terms Used in the 
Practice of Moulding. . .... i2njo, 

* CIaassen*s Beet-sugar Manufacture. (Hall and Rolfe.) . 8vo, 

* Eckel’s Cements, Limes, and Plasters . . 8vo, 

Eissler’s Modem High Explosives. . . . . ... ... 8vo, 

Effront’s Enzymes and their Apphcations. (Prescott.) 8vo, 

Fitzgerald’s Boston Machinist. . . • izmo, 

Ford’s Boiler Making for Boiler Makers i8mo. 

Hernck’s Denatured or Industrial Alcohol ,8vo, 

Holley and Ladd’s Analysis of Mixed Paints, Color Pigments, and Varnishes. 

lln Precis ) 

Hopkins’s Oil-chemists’ Handbook gvo, 

Keep’s Cast Iron 

Leach’s The Inspection and Analysis of Food with Special Reference to State 
Control Large 8vo, 

* McKay and Larsen’s Principles and Practice of Butter-making . 8vo, 
Miire’s Modem Pigments and their Vehicles. (InPres.s.) 

Matthews’s The Textile Fibres. 2d Edition, Rewritten. . . gvo, 

Metcalf’s Steel. A Maunal for Steel-users . izmo* 

Metcalfe’s Cost of Manufactures— And the Administration of Workshops Svo,' 
Meyer’s Modem Locomotive Construction. . 

Morse’s Calculations used in Cane-sugar Factories . . . i6mo, morocco! 

• • 8vo, 

.8vo, 
8vo, 
8vo, 

. . izmo, 
i6mo, morocco, 


2 5<P 

2 50 

2 50 

3 00 

3 00 
6 00 

4 00 

3 00 
I 00 
I 00 

4 oc 


3 00 
2 50 


* Reisig*s Guide to Piece-dyeing 

Rice’s Concrete-block Manufacture 

Sabin’s Industrial and Artistic Technology of Paints and Varnish . 

Smith’s Press-working of Metals 

Spalding’s Hydraulic Cement 

Spencer’s Handbook for Chemists of Beet-sugar Houses 

Sugar Manufacturers . . . ifino, morocco, 

^ylor and Thompson s Treatise on Concrete, Plain and Reinforced . 8vo 
Thurston s Manual of Steam-boilers, their Designs, Construction and Opera- 
tion .... 

Wwe’s Beet-sugar Manufacture and Refining. Vol. I Small 8vo* 

“ “ “ Vol. II . . , 

Weaver’s Military Explosives 

West’s American Foundry Practice 

Moulder’s Text-book 

Wolff’s Windmill as a Prime Mover 

Wood-s Rustless Coatings: Corrosion and Electrolysis of ton and Steel 


.8 VO, 

.8vo, 

X2mo, 

X2mo, 

8vo, 

8vo, 


50 

so- 

on 

00 

CO 


10 00 

1 so 

25 on 

2 00 

3 on 
3 00 
2 on 

00 ' 
00 
00 


on 

00 

on 

00 

50 

50 

on 

on 


mathematics. 

BaJter^s EEiptic Functions 

Briggs’s Elements of Plane AnaWc Geomety 

Buchanan’s Plane and Spherical Trigonometiy. ' (In Press ) 
^mpton s Manual of Logarithmic Computations 

Dms’s Introduction to the Logic of Algebra 

* Dickson’s College Algebra 


... 8vo, 
. . X2mo, 




i2mo, 

• . 8vo, 
Large izmo, 

Elementary Synthetic Geometry . 

♦ Rational (Jeometry . , 8vo, 

izmo, 


X so 

I SO 
I SO 

1 as 

2 50 
1 75 
1 50 
I 50 


12 



* Jolinson's (J. B.) Three-place Logarithniic Tables: Vest-pocket size paper, 15 

100 copies for 5 00 

* Mounted on heavy cardboard, 8 X 10 inches, 25 

JO copies for 2 00 

Johnson's (W. W.) Elementary Treatise on Differential Calculus .Small 8vo, 3 00 
Elementary Treatise on the Integral Calculus Small 8vo, i 50 

Johnson's (W. W.) Curve Tracing in Cartesian Co-ordinates izmo, i 00 

Johnson's (W. W.) Treatise on Ordinary and Partial Differential Equations. 

Small 8vo, 3 50 

Johnson’s Treatise on the Integral Calculus Small Svo, 3 00 

Johnson's (W. W.) Theory of Errors and the Method of Least Squares i2mo, 1 50 

* Johnson’s (W. W.) Theoretical Mechanics lamo, 3 00 

Laplace's Philosophical Essay on Probabilities. (Truscott and Emory. ).i2mo, 2 00 

* Ludlow and Bass. Elements of Trigonometry and Logarithmic and Other 

Tables 8vo, 3 00 

Trigonometry and Tables published separately Each, 2 00 

* Ludlow's Logarithmic and Trigonometric Tables Svo, i 00 

Manning's IrrationalNumbers and their Representation bySequences and Series 

i2mo, I 25 

Mathematical Monographs. Edited by Mansfield Merriman and Robert 

S. Woodward Octavo, each 1 00 

Wo. 1. History of Modern Mathematics, by David Eugene Smith. 

Wo. 2. Synthetic Projective Geometry, by George Bruce Halsted. 

Wo. 3. Determinants, by Laenas Gifford Weld. Wo. 4. Hyper- 
bolic Functions, by James McMahon. Wo. S- Harmonic Func- 
tions, by William E. Byerly. Wo. 6. Grassmann's Space Analysis, 
by Edward W. Hyde. Wo. 7. Probability and Theory of Errors, 
by Robert S. Woodward. No. 8. Vector Analysis and Quaternions, 
by Alexander Macfarlane. Wo. 9. Differential Equations, by 
William Woolsey Johnson. Wo. 10. The Solution of Equations, 
by Mansfield Merriman, Wo. ii. Functions of a Complex Variable, 


by Thomas S. Fiske. 

Maurer's Technical Mechanics Svo, 4 00 

Merriman's Method of Least Squares Svo, 2 00 

Rice and Johnson's Elementary Treatise on the Differential Calculus. . Sm. Svo, 3 00 

Differential and Integral Calculus. 2 vols. in one Small Svo, 2 50 

* Veblen and Lennes's Introduction to the Real Infinitesimal Analysis of One 

Variable Svo, 2 00 

Wood's Elements of Co-ordinate Geometry Svo, 2 00 

Trigonometry: Analytical, Plane, and Spherical Z2mo, 1 00 


MECHANICAL ENGINEERING. 


MATERIALS OF ENGINEERING, STEAM-ENGINES AND BOILERS. 


Bacon's Forge Practice i2mo, 

Baldwin's Steam Heating for Buildings _ i2mo, 

Barr's Kinematics of Machinery ’ 8vo, 

* Bartlett's Mechanical Drawing Svo, 

* “ Abridged Ed Svo, 

Benjamin's Wrinkles and Recipes i2mo, 

Carpenter's Experimental Engineering 8vo, 

Heating and Ventilating Buildings Svo, 

Clerk's Gas and Oil Engine Small Svo, 

CooJidge's Manual of Drawing 8vo, paper, 

Coolidge and Freeman's Elements of General Drafting for Mechanical En- 

Oblong 4to, 

Cromwell's Treatise on Toothed Gearing i2mo, 

Treatise on Belts and Pulle3rs i2mo, 


t so 
2 50 

2 50 

3 00 
X 50 

2 00 
6 00 ' 

4 00 
4 00 

1 00 

2 50 
I so 

I so 


13 



Durley’s Kinematics of Machines 8vo, 4 00 

Flather’s Dynamometers and the Measurement of Power. j2mo, 3 00 

Rope Driving. i2mo, 2 00 

Gill's Gas and Fuel Analysis for Engineers i2mo, i 25 

Hall's Car Lubrication i2mo, i 00 

Hering's Ready Reference Tables (Conversion Factors) i6mo, morocco, 2 50 

Hutton's The Gas Engine 8vo, 5 00 

Jamison's Mechanical Drawing 8vo, 2 50 

Jones’s Machine Design : 

Part I. Kinematics of Machinery. 8vo, i 50 

Part n. Form, Strength, and Proportions of Parts 8vo, 3 00 

Kent's Mechanical Engineers' Pocket-book i6mo, morocco, s 00 

Kerr’s Power and Power Transmission 8vo, 2 00 

Leonard’s Machine Shop, Tools, and Methods 8vo, 4 00 

* Lorenz’s Modem Refrigerating Machinery. (Pope, Haven, and Dean.) . 8vo, 4 00 

Mac Cord’s Kinematics ; or, Practical Mechanism 8vo, s 00 

Mechanical Drawing. 4to, 4 00 

Velocity Diagrams 8vo, i 50 

MacFarland’s Standard Reduction Factors for Gases 8vo, i 50 

Mahan’s Industrial Drawing. (Thompson.) 8vo, 3 50 

Poole’s Calorific Power of Fuels 8vo, 3 00 

Reid's Course in Mechanical Drawing 8vo, 2 00 

Text-book of Mechanical Drawing and Elementary Machine Design 8vo, 3 00 

Richard’s Compressed Air i2mo, 1 50 

Robinson’s Principles of Mechanism 8vo, 3 00 

Schwamb and Merrill’s Elements of Mechanism 8vo, 3 00 

Smith's (0.) Press- working of Metals. . . 8vo, 3 00 

Smith (A. W.) and Marx's Machine Design. ... 8vo, 3 00 

Thurston’s Treatise on Friction and Lost Work in Machinery and Mill 

Work . .... 8vo, 3 00 

Animal as a Machine and Prime Motor, and the Laws of Energetics . 1 2mo, i 00 

Tillson's Complete Automobile Instructor . . . x6mo, i 50 

Morocco, 2 00 

Warren's Elements of Machine Construction and Drawing 8vo, 7 50 

Weisbach’s Kinematics and the Power of Transmission. (Herrmann — 

Klein.) ... 8vo, 5 00 

Machinery of Transmission and Governors. (Herrmann — Klein.) 8vo, 5 00 

Wolff's Windmill as a Prime Mover 8vo, 3 00 

Wood's Turbines 8vo, 2 50 

MATERIALS OF ENGINEERING. 

* Bovey's Strength of Materials and Theory of Structures 8vo, 7 50 

Burr’s Elasticity and Resistance of the Materials of Engineering, 6th Edition. 

Reset 8 VO, 7 50 

Church's Mechanics of Engineering 8vo, 6 00 

* Greene's Structural Mechanics . 8vo, 2 50 

Johnson’s Materials of Construction 8vo, 6 00 

Keep’s Cast Iron. . j* 8vo, 2 50 

Lanza’s Applied Mechanics 8vo, 7 50 

Martens 's Handbook on Testing Materials. (Henning.) 8vo, 750 

Maurer's Technical Mechanics . . .8vo, 4 00 

Merriman’s Mechanics of Materials 8vo, s 00 

* Strength of Materials izmo, i 00 

Metcalf's Steel A Manual for Steel-users izmo, 2 00 

Sabin's Industrial and Artistic Technology of Paints and Varnish 8vo, 3 00 

Smith's Materials of Machines izmo, i 00 

Thurston's Materials of Engineering 3 vols., Svo, 8 00 

Part n. Iron and Steel Svo, 3 50 

Part in. A Treatise on Brasses, Bronzes, and Other Alloys and their 

Constituents Svo, 2 50 
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Wood’s (De V.) Treatise on the Resistance of Materials and an Appendix on 

the Preservation of Timber 8vo, 

Elements of Analjrtical Mechanics 8vo, 

Wood’s (M. P.) Rustless Coatings: Corrosion and Electrolysis of Iron and 
Steel 8vo, 


STEAM-EIfGINES AND BOILERS. 


Berry's Temperature-entropy Diagram. lamo, 

Carnot’s Reflections on the Motive Power of Heat (Thurston.) i2mo, 

Creighton’s Steam-engine and other Heat-motors 8vo, 

Dawson’s “Engineering” and Electric Traction Pocket-book. . . .i6mo, mor., 

Ford’s Boiler Making for Boiler Makers iSmo, 

Goss’s Locomotive Sparks Svo, 

Locomotive Performance Svo, 

Hemenway’s Indicator Practice and Steam-engine Economy i2mo, 

Hutton’s Mechanical Engineering of Power Plants Svo, 

Heat and Heat-engines Svo, 

Kent’s Steam boiler Economy Svo, 

Kneass’s Practice and Theory of the Injector Svo, 

MacCord’s Slide-valves Svo, 

Meyer's Modern Locomotive Construction 4to, 

Peabody’s Manual of the Steam-engine Indicator i2mo. 

Tables of the Properties of Saturated Steam and Other Vapors Svo, 

Thermodynamics of the Steam-engine and Other Heat-engines Svo, 

Valve-gears for Steam-engines Svo, 

Peabody and Miller’s Steam-boilers Svo, 

Pray’s Twenty Years with the Indicator Large Svo, 

Pupin’s Thermodynamics of Reversible Cycles in Gases and Saturated Vapors. 

(Osterberg.) i2mo, 

Reagan’s Locomotives: Simple, Compound, and Electric. New Edition. 

Large i2mo, 

Sinclair’s Locomotive Engine Running and Management i2mo, 

Smart’s Handbook of Engineering Laboratory Practice i2mo. 

Snow’s Steam-boiler Practice Svo, 

Spangler’s Valve-gears Svo, 

Notes on Thermodjmamics i2mo, 

Spangler, Greene, and Marshall’s Elements of Steam-engineering Svo, 

Thomas’s Steam-turbines Svo, 

Thurston’s Handy Tables Svo, 

Manual of the Steam-engine 2 vols., Svo, 

Part I. History, Structure, and Theoiy. Svo, 

Part n. Design, Construction, and Operation Svo, 

Handbook of Engine and Boiler Trials, and the Use of the Indicator and 

the Prony Brake Svo, 

Stationary Steam-engines Svo, 

Steam-boiler Explosions in Theory and in Practice i2mo, 

MfiTiitfli of Steam-boilers, their Designs, Construction, and Operation Svo, 
Wehrenfenning’s Analysis and Softening of Boiler Feed-water (Patterson) Svo, 

Weisbach’s Heat, Steam, and Steam-engines. (Du Bois.) Svo, 

Whitham’s Steam-engine Design Svo, 

Wood’s Thermodynamics, Heat Motors, and Refrigerating Machines. . .Svo, 


2 00 

3 00 

4 00 


1 25 
I 50 
5 00 
5 00 

1 00 

2 00 
5 00 
2 00 
5 00 
5 00 

4 00 

1 50 

2 00 
10 00 

T 50 

1 00 

5 00 

2 50 

4 GO 

2 50 

1 25 

3 50 

2 00 

2 50 

3 00 

2 50 

I 00 

3 00 

3 50 

1 50 
10 00 

6 00 
6 00 

5 00 

2 50 

1 50 

5 00 

4 00 

5 00 
5 00 
4 00 


MECHANICS AND MACHINERY. 


Barr’s Kinematics of Machinery. Svo, 3 50 

* Bovey’s Strength of Materials and Theory of Structures Svo, 7 50 

. Chase’s The Art of Pattern- m a kin g i2mo, a 50 
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5 00 

3 50 

4 00 
7 SO 


Church's Mechanics of Engineering Svo, 6 oo 

Notes and Examples in Mechanics Svo, 2 00 

Compton's First Lessons in Metal-working lamo, i 50 

Compton and De Groodt's The Speed Lathe i2mo, 1 ko 

Cromwell’s Treatibe on Toothed Gearing i2mo, i 50 

Treatise on IJelts and Pulleys i2nio, i 50 

Dana’s Teit-booa of Elementary Mechanics for Colleges and Schools . i2mo, i 50 

Dingey’s Machinery Pattern Making zamo, 2 00 

Dredge’s Record of the Transportation Exhibits Building of the World’s 

Columbian Exposition of 1893 4to half morocco, 

Du Bois’s Elementary Principles of Mechanics: 

VoL I. Eanematics 8vo, 

VoL IL Statics Svo, 

Mec h a n ics of Engineering. VoL I Small 4to, 

VoL n ; Small 4to, 10 00 

Durley's Kinematics of Machines Svo, 4 00 

Fitzgerald’s Boston Machinist i6mo, 1 00 

Fiather’s Dynamometers, and the Measurement of Power 12 mo, 3 00 

RopeDrivlcg j oo 

Goss’s Locomotive Sparks 2 00 

Locomotive Performance ^ 00 

♦ Greene’s Structural Mechanics. g^.^ * 

Hall’s Car tubrication. . . i2mo* 

Hobart and Ellis’s High-speed Dynamo Electric Machinery. (In Press.) 

Holly’s Art of Saw Filing iSmo 

James's Kinematics of a Point and the Rational Mechanics of a Particle. 

* Johnson’s (W. W.) Theoretical Mechanics i2mo* 

Johnson’s (L. J.) Statics by Graphic and Algebraic Methods Svo* 

Jones’s Machine Design: * 

L Kinematics of Machinery 

Part n. Form, Strength, and Proportions of Parts Cva* 

Kerr’s Power and Power Transmission g * 

La n z a ’s Applied Mechanics ] [ [ * 

Leonard’s Machine Shop, Tools, and Methods 8 ' ^ 

•Lorenz's Modem Refrigerating Maclunety. (Pope. Have;. <md Deao.) Syo! 

MacCord s Kinematics; or, Practical Mechanism. ... J 

Ocitv Diacrrams. _ 


2 50 
z 00 

75 

2 00 

3 00 
2 00 

1 50 

3 00 

2 00 


4 00 

5 00 
I 50 
I 25 
1 50 

4 00 

5 00 
z 00 
4 00 


Velocity Diagrams 

* Martin’s Text Book on Mechanics, VoL I, Statics.’.’.’ lamo * 

Lurer's Technical Mechanics. Kinetics V.i2n.o: 

Merriman’s Mechanics of Materials. 

* Elements of Mechanics, 

♦ Michie’s Elements of Analytical Mechimics* *. 

♦ ParshaU and Hobart’s Electric Machine Design i,' w * " ' • ■ 

Reagan's Locomotives: Simple, Compound, and EtoMc.' Ne; Sn!'"’’ “ 
Reid’s Course in Mechanical Drawing Large i2mo, 3 50 

Robinson’s Principles of Mechanian. lamo, 

Ryan, Norris, and Hoiie’s Electrical Machinery. VoL I 

Sanborn’s Mechanics: Problems V 

&hwainb and Merrill’s Elements of Mediani^ * 50 

Q ‘ ‘ 

Sizuth s (0.) Press-working of i2mo, 

Smith’s (A. W.) Materials of 

Smith (A. W.) and Man’s Machine 

Sorely Carbureting and Cambustion of AlcahM’iiiU;!: " 'A; 

Preston.) ^ ® Aiconoi Engines. (Woodward and 

' ’ * Large Svo, 3 oo 


2 OQ 

3 00 

1 50 
3 00 

2 50 


3 00 

2 00 

3 00 
I 00 
3 00 
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Boyd’s Map of Southwest Virignia Pocket-book form. 2 00 

♦ Browning’s Introduction to the Rarer Elements 8vo, 1 50 

Brush’s Manual of Determinative Mineralogy. (Penfield.) 8vo, 400 

Chester’s Catalogue of Minerals. 8vo, paper, i 00 

Cloth, I 25 

Dictionary of the Names of Minerals 8vo, 3 so 

Dana’s System of Mineralogy Large 8vo, half leather, 12 50 

First Appendix to Dana’s New “ System of Mineralogy.” .... Large 8vo, i 00 

Text-book of Mineralogy 8vo, 4 00 

Minerals and How to Study Them lamo, i 50 

Catalogue of American Localities of Minerals Large 8vo, i 00 

Manual of Mineralogy and Petrography i2mo 2 00 

Douglas’s Untechnical Addresses on Technical Subjects i2mo, i 00 

Eakle’s Mineral Tables 8vo, i 25 

Egleston’s Catalogue of Minerals and Synonyms 8vo, 2 50 

Goesel’s Minerals and Metals : A Reference Book i6mo,mor. 300 

Groth’s Introduction to Chemical Crystallography (Marshall) . ... i2mo, i 25 

Iddings’s Rock Minerals . 8vo, 5 00 

johannsen’s Key for the Determination of Rock-forming Minerals in. Thin 
Sections. (In Press.) 

* Martin’s Laboratory Guide to Qualitative Analysis with the Blowpipe, rsmo, 60 

Merrill’s Non-metalHc Minerals . Their Occurrence and Uses 8vo, 400 

Stones for Building and Decoration 8vo, 5 00 

* Penfield’s Notes on Determinative Mineralogy and Record of Mineral Tests. 

8vo, paper, 50 

Tables of Minerals 8vo, 1 00 

♦ Richards’s Synopsis of Mineral Characters.. . i2mo. morocco, 125 

* Ries’s Clays. Their Occurrence. Properties, and Uses 8vo, 500 

Rosenbusch’s Microscopical Physiography of the Rock-makingt Minerals. 

(Iddings.) 8vo, s 00 

♦ Tillman’s Text-book of Important Minerals and Rocks 8vo, 2 00 

MINING. 

Beard’s Mine Gases and Explosions. (In Press.) 

Boyd’s Resources of Southwest Virginia 8vo, 3 oa 

Map of Southwest Virginia. Pocket-book form, 2 00 

Douglas’s Untechnical Addresses on Technical Subjects. i2mo, i 00 

Eissler’s Modem High Explosives 8vo, 4 00 

GoeseTs Minerals and Metals ; A Reference Book i6mo, mor. 3 00 

Goodyear's Coal-mines of the Western Coajt of the United States i2mo, 2 50 

Ihlseng’s Manual of Mining. 8vo, 5 00 

♦ Des’s Lead-smelting i2mo, 250 

Kunhardt’s Practice of Ore Dressing in Europe .8vo, i 50- 

Miller’s Cyanide Process i2mo, 1 00 

O’DnscoU’s Notes on the Treatment of Gold Ores 8vo, 2 00 

Robine and Lenglen’s Cyanide Industry. (Le Clerc.) 8vo, 4 ou 

Weaver’s Military Explosives 8vo, 3 oo- 

Wilson’s Cyanide Processes i2mo, i 50 

Chlorination Process i2mo, i 50* 

Hydraulic and Placer Mining. 2d edition, rewritten .i2mo, 2 50 

Treatise on Practical and Theoretlcal'Mine Ventilation. T2mo, i 25 

SANITARY SCIENCE. 

Bashore’s Sanitation of a Country House. z2mo, z 00 

* Outlines of Practical Sanitation. i2mo, 1 25 

Folwell’s Sewerage. (Designing, Construction, and Maintenance.) 8vo, 3 oo 

Water-supply Engineering 8vo, 400 
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Fowler’s Sewage Works Analyses z2mo» 

Fuertes’s Water and Public Health lamo, 

Water-filtration Works i2mo, 

Gerhard’s Guide to Sanitary House-inspection i6mo. 

Sanitation of Public Buildings l2mo, 

Hazen’s Filtration of Public Water-supplies 8vo, 

Leach’s The Inspection and Analysis of Food with Special Reference to State 

Control 8vo, 

Mason’s Water-supply. (Considered principally from a Sanitary Standpoint) 8vo, 
Examination of Water. (Chemical and Bacteriological.) i2mo, 

* Merriman’s Elements of Sanitary Engineering . . . .... 8vo, 

Ogden’s Sewer Design 12 mo, 

Prescott and Winslow’s Elements of Water Bacteriology, with Special Refer- 
ence to Sanitary Water Analysis 12 mo, 

* Price’s Handbook on Sanitation i2mo, 

Richards’s Cost of Food. A Study in Dietaries izmo, 

Cost of Living as Modified by Sanitary Science i2mo, 

Cost of Shelter ixmo, 

Richards and Woodman’s Air- Water, and Food from a Sanita-y Stand- 
point 8vo, 

* Richards and Williams’s The Dietary Computer 8vo, 

Rideal’s Sewage and Bacterial Purification of Sewage 8vo„ 

Disinfection and the Preservation of Food 8vo, 

■Tumeaure and Russell’s Public Water-supplies 8vo, 

Von Behring’s Suppression of Tuberculosis. (Bolduan.) izmo, 

Whipple’s Microscopy of Drinking-water. 8vo, 

Wilson’s Air Conditioning. (In Press.) 

Winton’s Microscopy of Vegetable Foods 8/0, 

WoodhuU’s Notes on Military Hygiene iCmo, 


2 00 

1 50 

2 50 
I 00 

1 50 

3 00 

7 SO 

4 00 

1 25 

2 00 
2 00 

I 25 
I 50 

1 00 

I 00 

1 00 

2 00 
I SO 
4 00 

4 00 

5 00 
I 00 

3 50 

7 50 
I 50 


* Personal Hygiene. 


T2mo, I 00 


MISCELLANEOUS. 

Association of State and National Food and Dairy Departments (Interstate 
Pure Food Commission) : 

Tenth Annual Convention Held at Hartford, July 17-20, 1906. ...8vo, 3 00 

. Eleventh Annual Convention, Held at Jamestown Tri-Centennial 
Exposition, July 16-19, 1907. (In Press ) 

Emmons’s Geological Guide-book of the Rocky Mountain Excursion of the 


International Congress of Geologists Large Cvo, i 50 

Ferrel’s Popular Treatise on IJiVWinds 8vo, 4 00 

Gannett’s Statistical Abstract 24mo, 75 

Gerhard’s The Modem Bath and BdfhrlioiJ^s. (In Press ) 

Haines’s American Railway Manjlke^mep?'* izmo, 2 50 

Ricketts’s History of Rensselaer P<n5q[jfic^icTlisfltiite, 1824-1894.. Small 8vo, 3 00 

Rotherham’s Emphasized New Testam^t Large 8va, 2 Oo 

Standage’s Decorative Treatment of Wood, Glass, Metal, etc. (In Press.) 

The World’s Columbian xposition of 1893 4to, i 00 

Winslow’s Elements of Applied Microscopy i2mo, i 50 


HEBREW AND CHALDEE TEXT-BOOKS. 

Green’s Elementary Hebrew Grammar i2mo, i 25 

Hebrew Chrestomathy 8vo, 2 00 

Gesenius’s Hebrew and Chaldee Lexicon to the Old Testament Scriptures. 

(Tregelles.) Small 4to, half morocco 5 00 

Letteris’s Hebrew Bible Svo, 225 
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